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The main object of this book is to describe in detail, first, the 
scientific principles underlying the practice in electrical engineer- 
ing, and secondly, the aciuHl practice in the various branches of 
electrical engineering. The first volume is necessarily elementary 
and general in treatment. No attempt has been made to dip mto the 
I abstract sciences of electricity and magnetism further than to reach 
^B resuhs and principles actually practised. For instance, it is not 
^* necessary for a practical man engaged in engineering to work out 
curves of permeability for iron ; it is sufficient for him to have a 
table of exciting power required per inch length of iron to be mag- 
netised to any degree within which he works. It is more important 
for the practical man to know how to apply the facts and figures 
obtained by the pure scientist than to know how they are obtained. 
Hence, this first volume refers to the methods for using ascertained 
J3 figures, or values, without any pretence at explaining how such 
^■values have been arrived at. Similarly, it is not necessary for the 
^M practical engineer to treat magnets as the scientific magnetician 
^m does. He has only to deal with ampere-turns and reluctance and 
^■the resulting magnetic llux in a magnetic circuit. At the same 
^Btime the student should as far as possible study the more abstract 
^Kand purely scientific basis of the division of the subject upon which ' 
^Vhe may wish to become a specialist. 1 

^P It seemed to the author better to direct attention to the facts* 
figures, values, and special devices of practical importance, assuming 
only an elementary knowledge of magnetism and electricity and 
arithmetic on the part of the reader; and to recommend experi- 

tments as an aid to understanding the common units of measurement J 
and their value, also the use of ammeters and voltmeters, not as 1 
mere indicators on a switchboard, but as instruments of research 
whereby one can examine an electrical installation or circuit by 
Ohm's laws. The study of static electricity is only of value from 
the dielectric point of view, and has so been treated. 

Electrolysis is becoming of great importance, and is the one 
0> division of electrical engineering which has from Faraday's time down 
5^ to this day been treated in a thoroughly practical manner. In this 
^ volume only the leading principles have been referred to, recom- 



Preface 

mending experiments again in every case, with exact measurement 
by ammeter and voltmeter. 

Practical engineers had to find out the principles of the mag- 
netic circuit. Twenty-five years ago the designing of magnets 
was mere guesswork, or left to the "designing eye." I have not 
entered into this part of the subject from the "free magnetism " and 
"single magnetic pole" point of view, but .only from the "magnetic 
circuit " theory ; for in practice the engineer has rarely to study a 
magnetic problem from any other standpoint. 

The scientific student should go back to the early principles and 
master the old science, more especially as the correlation of physical 
units cannot be understood without a knowledge of the early theories. 

The succeeding volumes of this work deal in detail with actual 
practice in the great divisions of the subject. 

The English system of magnetic units has been used, but in 
the full treatment of dynamos and motors both that and C.G.S. 
unit system shall be illustrated. 

Thanks are due to the manufacturers of the various appliances 
illustrated, for assistance with blocks and information kindly 
supplied. 

RANKIN KENNEDY. 
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INTRODUCTORY 

Electricians are often questioned by intelligent people as to 
" What is electricity ? " — a question which cannot be answered. But 
the electrician is not alone in his inability to define the very thing 
he is most concerned about. Everybody uses heat and light ; yet 
ask any one, educated or otherwise. What is heat ? what Is light ? nine 
out often people would be compelled to say they don't know. The 
tenth might be able to explain that we had only a theory as to what 
they were, but no exact proof as to their real nature. But while we 
cannot know what these natural forces really are, that does not pre- 
vent us from finding out how to control them and how to apply 
them profitably to our requirements. 

The electrical engineer's business is to learn and apply the pro- 
perties of electricity, the laws of its actions, what it can accomplish, 
how best to apply it, control it, and obtain its power. This he can 
do without knowing exactly what it is. 

From all that is known about electricity, we can treat it as a 
fluid, very much like water in its behaviour. Unlike water, how- 
ever, it cannot be felt, seen, or weighed, yet we can measure it 
accurately by its effects. 

The best way to get an insight into the laws of electricity is to 
see its great similarity to water power. The most of people know 
a great deal about water, Its quantity, pressure, and flow through 
pipes ; hence by analogy we may teach a great deal relating to 
electricity. 

In all electrical installations we have a source of electric pressure. 
The source may be a galvanic battery or a dynamo electric machine. 
In public supplies of electricity each consumer Is supplied through 
two terminals connected up to the street mains. For all practical 
purposes these two terminals are to the consumer his source of 
electrical energy or pressure. 

In order to grasp the meaning of a "circuit," and also to start 
ith a clear Idea as to what part electricity plays in a "circuit," 
I VOL. I. I A 
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Hydraulic Installation 

the following analogy in the shape of a water Installation may be 
studied with profit. 

Water will flow from one place to another only under pressure. 
The place from which it flows must be higher than the place it 
flows towards, the pressure being greater the greater the height;, 
and it may be forced from a lower to a higher position by a superior, 
pressure applied by a pump or water lifter, and the water may be 
caused to transmit power to water engines, turbines, and other 
engines, at a distance. 

Fig. I is a diagram of a water-power installation, wherein watM; 
is continually used over and over again for carrying the power of 
an engine to small turbines used by distant consumers of power. In 
the figure, E is the engine, driving a pulley on a centrifugal 
pump P, designed to lift water from reservoir K to reservoir R i. 
From the higher reservoir R i a supply pipe A goes out to 
which each consumer is connected by branch pipes for driving- 
motors M M M M M M. Each consumer has a controlling tap s s s for 
turning on and off the water, and a meter a for measuring his 
consumption of power. All the water, after passing the water 
motors, flows into the return main pipe B, and thence back to 
reservoir R to be lifted up again for supply. In the main supply 
A we place a large valve or tap and a meter to measure the water 
going out, and a pressure gauge V to measure the pressure is con- 
nected at the low level. 

Now let us consider this perfectly practicable installation fon 
supply of power by water ; it resembles an electrical installatioi; 
very closely. 

First, then, we have a source of power consuming coal or ga^ 
to keep it going. The power is expended in lifting water from 
low to a higher level. 

The water in this way may be lifted loo feet above the level of 
the return pipe B, thereby producing a pressure available at the 
water motors of, say, 40 lbs. per square inch. We may suppose each 
motor to take 100 gallons of water per minute, to do its work at 
that pressure. Five motors each taking that quantity would give 
a total quantity of water to be lifted per minute as equal to 50a 
gallons to a height of 100 feet, to keep all going. 

Now a gallon of water weighs 10 lbs., so that we have 10 x 500' 
X 100=500,000 foot-lbs. of work to be done by the engine every 
'nute, or 5000 lbs. of water lifted 100 feet per minute. 

A horse-power is equal to 33,000 foot lbs., hence ^°°'°°° = a little' 
over 15 horse-power. This for lifting the water alone : in order to 
overcome friction of the machinery and have plenty of power, the 
engine would require to be at least 20 horse-power. Now let us 
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again look at this installation. The first thing to be noted is that 
we must have pressure on the water at the motors ; secondly, we 
must have a "quantity" of water. Now the important point to see 
is, that, in this installation, which might be called a hydraulic in- 
stallation or water installation, we neither generate vor consume 
water. The water simply carries the power : all the water which 
enters a motor flows back again to be lifted up. What we do use 
is the pressure of the water, and the power of the engine is used to 
maintain this pressure. Looked at in this simple, natural manner, 
the water is only a carrier of the power from the engine to the water 
motor. 

Another important point in this installation is the fact that the 
power required to be expended by the engine is always proportional 
to the number of motors in use at any time. Let us suppose first that 
all the consumers shut off their taps. It is evident there shall very 
soon be no water in the lower reservoir to be lifted up, and hence 
the engine will have only the idle pulleys and pump to drive round. 
Then let us suppose one motor turned on, say, half power ; 50 gallons 
per minute will then have to be lifted, and 50 gallons a minute will 
flow into the lower reservoir ; turned full on, 100 gallons per minute 
will flow into the lower reservoir, and with, say, three motors full 
on, 300 gallons per minute. The amount of water lifted is regulated 
by the number of motors working at any time. 

It is well known that pipes have a certain resistance to the flow 
of water. This resistance will, of course, play a part in a water 
installation. If the pipes are long and narrow, the quantity of water 
forced through them will be less than through wide, short pipes. 
The pressure on the motors will be reduced by the friction or resist- 
ance of the pipes. 

And finally, we must take into consideration the pressure, and 
use pipes, valves, taps, meters, and joints of sufficient strength to 
keep the water safely locked up. 

In an electrical installation we have the same effects and prin- 
ciples. In the case of the water the circuit is formed of the 
I pressure raiser {water lifter) through the main pipe A, through 
the fall pipes s s s s s s, the taps, meters, motors, and back through 
the return pipe B, thus making a complete circular tour for the 
water. At the one point it is raised in pressure, thus absorbing 
power ; in the other part of the circuit it gives off power by falling 
to the lower position again. 

A circuit, then, may be defined as a combination of a pressure 
generator (inasmuch as it lifts the water to produce pressure), a pair of 
mains, one to carry the pressure and the other as a return main, the 
circuit being completed by motors or other devices using pressure. 

It will be obvious in the water installation that the m; ' 
4 
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Electric Circuits 

pipe might be left out and the water run back through a trench or 
drain in the earth. The installation would then be said to have an 
earthed return. 

Now suppose we made a large hole in the pressure main, the 
■water would escape from this hole and return without driving the 
motors, taking a short and easy path home to the lifter. If the hole 
were large enough the water would flow out at great speed, leaving 
none for the motors, and it would flow at such a rate back into the 
pump that it might overpower the engine. In electrical language 
we would call this a "short circuit," the flow taking place through a 
short easy circuit instead of through the longer working circuit. 

Generally considered, we see that in order to have a fairly 
efficient water installation, the pressure raiser should be driven by 
an economical engine, and should in itself have little friction. The 
pipes, taps, and valves, and instruments such as meters, should offer 
small resistance to the flow of water, so that the pressure available 
should be as high as possible at the motors. 

Reverting to the electrical installation to see how it agrees with 
the ideas obtained from the study of the hydraulic analogy. 

Referring to Fig 2, The engine E drives a dynamo electric 
machine D, a machine which raises the electricity from a low to a 
high pressure. From one terminal of the dynamo a main conductor 
A, and from the other a main conductor B, the dynamo raises to one 
of them, say A, electricity to a higher pressure than that in B ; 
in the water case the pressure in A was equal to lOO feet of water 
above B, corresponding to nearly 40 lbs. per square inch of pressure. 
Now in electricity we cannot measure by square inches or by lbs., 
but we measure the electrical pressure by volis, on a gauge called a 
voltmeter. Volt in electricity is identical with lb. pressure, or 
head of water. Raising electricity from a low voltage to a higher is 
equivalent to lifting water from a tow level to a higher level. 

Then, again, each motor took so many gallons of water at 
the given pressure to do its work ; similarly, the electric motors 
M M M M M M will take a certain quantity of electricity to do their work. 

The water motors took 100 gallons per minute, or 1.66 gallons 
j>er second. 

Electricity cannot be measured in gallons, but we can measure 
it in "coloumbs" by a meter. The "coloumb" is in electricity 
equivalent to tlie "gallon" in water: it is a measure of quantity. 
One coloumb per second passing through a meter called an " ampere 
meter" would indicate " i ampere," as an ampere is a rate of flow 
equal to i coloumb per second. 

The coloumb is not much used as a measure, the rate of flow 
indicated by an ampere meter being used, it being the custom to say 
that "a lamp or a motor takes 5, 7, or 10 amperes." The ampere is 
\ 5 
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a measure of rate of flow, for which we have no corresponding' 
mechanical name nearer than "pounds per second." 

The hydraulic engineer calculates his power by "pounds per 
second " multiplied by " feet lifted." The electrician uses amperes 
multiplied by volts. The amperes being so much quantity of elec- 
tricity per second, and the volts the height to which it is raised in 
pressure. 

We have hitherto applied the arguments to motors in the circuit 
driven by pressure, but tlie same applies to lamps or other devices. 
In an electric lamp, electricity is not consumed as oil or gas is 
consumed or used up in a lamp. 

The electricity is forced through the lamps by the pressure put 
upon it by the dynamo, and in passing through the filament of an 
incandescent lamp or across an arc in an arc lamp, it produces heat 
sufficient to raise the temperature to the incandescent point. Losing 
its pressure in doing so, the electricity, as before, returns to the 
negative or return main, and thence back to the dynamo, 

In comparing the two systems, we note that in both we deal 
with something circulated through a complete circuit, the circu- 
lation being kept up by a prime mover forcing the water or 
the electricity through the circuit, and that in both the actual 
power or effects obtained are due to the pressure and the 
quantity of that which is circulated. The fluid carries the power 
throughout the circuit, but is not itself consumed or used up. 

In a hydraulic system we commence with a certain large quantity 
of water put into the system, and then pump it up to the higher 
level to get the pressure required. 

But in an electrical system we do not require to put electricity 
to start with into the system. The electricity exists in the copper 
wire or bars in the dynamo, and in all the conductors in the circuit, 
and It is ready to be set in motion by any suitable means. This Is 
the conception with which It is necessary to commence with. 

It can be set In motion by chemical action, as In a battery con- 
suming zinc ; or by heat, as in a thermo-pile ; or by magnetism and 
motion, as in a dynamo. 

In this treatise it is not necessary to treat minutely these means 
for driving electricity through a circuit ; but to fix a few fundamental 
ideas, it may be interesting to consider a few elementary experi- 
ments, and the facts revealed by them. 

If we take a copper wire coil, as in Fig. 3, with two ends 
connected to a fine galvanometer, we shall find that if a magnet pole 
is poked into the ring, a current of electricity is indicated by the 
deflection of the galvanometer needle. If it Is withdrawn, a reverse 
current is produced, thus showing that something in the copper ring 
has been set in motion by the movement of the magnet. Of course, 
6 
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Fig. 3 



fixing the magnet and moving the ring would also produce the same 
effect. 

But to study this further we must investigate more particularly 
to find how the magnet acts to set the electricity in motion. 

Magnetism also acts in a complete circuit. Electricians are 
accustomed to represent the magnetic flow by lines indicating the 
flow through a magnet and through the air or other paths along 
which it flows. This is shown by the curved lines dotted in Fig. 3 
around and through the 

straight bar magnet n s ; ■"" 

at each end of the magnet 
these lines stand out at 
right angles nearly, like the 
bristles of a brush. Thus 
in moving the maj^net pole 
out or into the ring, the 
ring is said to be cut by the 
magnetic lines, and this cut- 
ting across of a conductor by 
magnetic lines sets up the flow of electricity in the circuit. Now if 
we tried the experiment by moving the coil over the middle of the 
magnet, we would find no effect, because in that position the magnetic 
lines are parallel with the magnet, so that moving the magnet or 
the coil in that position, does not cause a cutting of the magnetic 
lines. The lines must be at right angles to effect a cutting 
movement. 

Electric pressure is set up in any circuit in which a conductor 
cuts lines of magnetism at right angles to the conductor. 

A steel magnet permanently magnetised may be used for the 
experiment, but more instructive experiments may be made with a 
horse-shoe soft iron electro-magnet. An electro-magnet consists of 
an iron core magnetised by a coil or coils of wire carrying an electric 
current. And the effects are more easily seen if we use a coil of 
wire of many turns : the best magnet for our purpose would be 
made up of thin soft iron stampings riveted together by four small 
rivets, and the corners rounded off. 

In the electrical installation we may have a common pressure, to 
which the electricity is raised, say, 220 volts, and loamperesquantity 
of electricity for each motor. Thus we have for five motors 50 
amperes as the quantity of electricity coming from the motors to be 
lifted up to 220 volts. 

Now ^--°--JS= 14.75 horse-power. 

In the case of water foot-lbs. are used, 550 foot-lbs, per second 
being a horse-power. In the electrical case volt-ampere — that is, 
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amperes muUiplied by volts — is used. Electricians call the pro- 
duct of volts multiplied by amperes "Walts," and 746 watts equal 
one horse-power. So that in the case of foot-lbs. we reduce to 
horse-power by dividing by 550 ; and in the case of volt-amperes 
we divide watts by 746, The main point is to see that although, 
the names differ and the figures are different, the process is thei 
same for both mechanical power and electrical. 

In deciding upon units for calculations, it would have been quite 
easy to have made them of such a value that volts were equivalent 
to feet and amperes to pounds, and watts or volt-amperes equal to 
550 per horse-power. But the electrical units have been made to 
fit into the Centimetre Gramme-Second or C.G.S. system, while 
mechanical and hydraulic units are in this country the pound and 
foot, instead of the gramme and centimetre. 

Again, in both systems we may deliver the power under diffe- 
rent conditions. We may use a very high lift in the water system, 
say 1000 feet instead of roo feet; and similarly we may use 10,000 
volts instead of 220 in our electrical system. In the water system 
every pound of water would then carry 1000 x i = 1000 foot-lbs. 
instead of 100 foot-lbs. And in the electric system every ampiere 1 
would carry 10,000 volt-amperes, or Watts. 

We may therefore get the same amount of power at a large 
pressure with small currents of either water or electricity ; or, vice 
versd, we may use small pressures and large currents. 

Thus we may use 100 feet of water pressure and 1000 lbs. of 
water per second to get 100,000 foot-lbs. per second, and 100 volts 
and 1000 amperes to get 100,000 volt-amperes or watts. Or we 
may employ 1000 feet of water pressure and 100 lbs. of water per 
second to get the same water power as before = 100,000 foot-lbs., 
and 1000 volts and 100 amperes to get 100,000 watts. 

Pressure alone, pounds of water, volts alone, and amperes alone, 
signify nothing. A jet of water forced through the eye of a fine 
needle by tens of thousands of pounds per square inch of pres- 
sure would have very little power to drive a mill ; and similarly, a 
very small current of electricity at even immense pressure has but 
little power. 

Again, a vast quantity of water falling one or two feet has very 
little power. With a fall of one foot 33,000 lbs. of water, or nearly 
15 tons per minute, would be required to get i horse-power. 

And so with electricity, with one volt of pressure, 746 amperes 
would be required for driving a one-horse motor — a quantity of 
current which would require a copper rod of one inch diameter to 
carry it. 

It will be clear that the use of high pressure would save consider?^ 
able cost in conductors, whether for conducting the water current or 
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the electric current, for the higher the pressure the less the fluid 
required to do the work. 

On the other hand, there is a limit to the height of the pressure. 
In the case of water, the valves, taps, meters, motors, and pipes 
cannot be made to withstand any pressure. They 
become liable to burst, and become unworkable 
above certain pressures. Similarly with electricity. 
At high pressures it is apt to burst through the 
insulation, and to leak through switches and burn up +| 
the motors ; so that, while the electrical engineer 
strives to use high pressures, he must take every 
care that his apparatus is made to withstand them. 

In both hydraulic and electric installations, as in 
Figs, I and 2, the motors or other consuming devices 
are shown connected to the supply and return mains independently, 
each with a pair of connections of its own. This is said to 
be a " parallel system," because they appear " in 
parallel." 

Referring to the illustrations, five systems of 
connecting lamps to a source of electric pressure ^ ' '~[^ 
are diagram ma tically shown, a battery being used for []-■ 

the supply. In Fig, 4 one lamp is shown connected "H y^ ~^^ 
across the two poles + and — . There is no other 
way of connecting it up ; but immediately we con- 
template coupling on more than one lamp of same 
size we see that there is more than one way to 
do it. 

We may put them in as in Fig. 5, i.e. in parallel, 
or we may put them in as in Fig. 6, in series. 

If we had a number of lamps, we might put 
them into a circuit, as in Fig. 7 — two and two, or three 
in two parallels. 

And we might use the earth as a return, as in Fig. 8. 

Battery b would require to be twice 
as big as battery a, for It has twice 
the work to do, twice the quantity of 
electricity to supply. Battery c c would 
be same size as a, but would require 
to give twice the pressure — that is, 
supply same current of electricity 
through two lamps in series. It will 
require twice the pressure to send 
the current through two lamps in 

series that it does to send current through one lamp in the same 
auantitv. 





Electric Pressure 

Battery d d would require to be capable of giving the same 
quantity of current as battery b, for the lamps are two in parallel 

in battery b, and would have to givt) 
twice the pressure of battery b, fot 
there are two scries of lamps. 

The pressure required is proper"; 
tional to the number in series. 

The quantity required is propor- 
tional to the number of lamps 
parallel. 

Fig. S is typical of earthed sys-' 
terns. For instance, in a steel ship 
■ we may use the ship for return oif 
current to the dynamo, and in electric 
tramways or railways we may 
the rails as a return path. 

The series system of connecting 
consuming devices is applied to arc 
lamp work scattered over long' dis- 
tances, as it requires only one wire 
'■"^ ^- from lamp to lamp to carry current 

sufficient in quantity for one lamp only, as the same current passes 
through all the series. 

It is useful also in electrical chemical processes, and other appli- 
cations where each lamp or chemical vat requires only a low 
pressure but a fairly large current, 
A high-pressure dynamo can be 
used with a single wire from lamp 
to lamp, and thereby save copper. 
It has some drawbacks, however, 
as we shall find later on. 

Fig. 9 is typical of the three- 
wire system of electrical circuits so 
commonly used in public supplies 
of electricity. Here we have two 
sources of electric pressure, f f^ 
Pjj. g joined up in series, as in Figs. 

6 and 7, in order to add their 
pressure together. It must be noted that to add pressures the 
sources must be joined + — + — + — . 

In Fig. 9 there are three wires, one from the -f pole and one 
from the — pole ; these are called the "outer wires" or, for short, 
the " outers," A third wire is taken from the junction of the two cells 
/ f, where the — pole of the one joins the + pole of the other cell. 



Electric Pressure and Current 

By this arrangement a considerable saving in copper is claimed 
in the conductors. For if the number of lamps in the one circuit 

equals the number of lamps in the other, no current would flow in 
the third wire from the junction of the cells ; and if the numbers 
were unequal, only 
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current for the 
difference would 
llow from the 
junction. And as 
in practice the cir- 
cuits are always 
nearly balanced, 
the third wire, 
forming a com- 
mon return path 
for both outers, 

requires to carry only a small current, it may be made of small 
section. This is the advantage in the three-wire system over the 
multiple series circuits shown in Fig. 7, wherein no connection is 
made to the junction of the two cells. 

Simple experiments can be made with cells to familiarise the 
student with these circuits ; experiments to be described in next 
chapter. 

The practical systems of electrical circuits are usually represented 
by diagrams, such as Figs. 2, 10, 1 1, 12, 14. 

In Fig. 10 the series system is depicted. D is a dynamo 
electric machine, sometimes called simply a "dynamo." The 




terminals are represented bylines -|- and — . From the positive 
terminal a conductor proceeds to a meter M, to indicate the 
quantity of electricity flowing, thence to a main switch, by means 
of which the circuit can be opened or closed, i.e. electricity shut ofif 
or turned on. 

The lamps or motors are represented by circles, the current by 
arrows, showing it flowing from one to the other all round a 
series. 
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It will be obvious that if at any point in the series the circuit is 
opened or broken the whole supply is cut off, and all the lamps would 
go out. So that in series systems, when a motor or lamp is to be 
put off, a bye-pass Is provided, by a switch actuated either auto- 
matically or by hand, and called a series cut-out. This is shown at 
one of the lamps in the series ; the current can pass by the cut-out 
instead of through the lamp. V is a voltmeter to indicate the 
electric pressure maintained by the dynamo, A series circuit must 
work under high pressure, for each lamp adds its resistance against 
the pressure. It will take ten times the pressure to send the same 
current in amperes through ten lamps that it does to send it through 
one lamp. Hence, suppose one lamp took 60 volts pressure to get 
5 amperes current through it, ten lamps in series would require 600 
volts. We thus see that in a series system we must vary the 
pressure according to the number of lamps in series. And the 

CUT -OUT 
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current or quantity of electricity flowing must be the same whatever 
the number of lamps or motors may be in the series. 

In a piirallel system the volts or pressure is constant, and all 
motors, lamps, and other things connected thereto must be made for 
that constant pressure. The usual pressures in practice supplied to 
consumers are from 200 to 250 volts. And the current or quantity 
flowing at any time depends on the number of lamps and motors 
connected and working. 

Fig. 1 1 is the modified series system, whereby groups in paralH 
are connected in series. The pressure and current in such a system 
must both be kept up constant, unless a whole group is cut ofif at a 
time. Vi, V2. V3, V4 are pressure gauges, so-called voltmeters. We 
will suppose the lamps are 50 volt lamps, and as there are three series 
we will require 50 x 3 = 1 50 volts, to drive current through the three 
groups in series. V i being connected across the mains would indicate 
the full pressure, 1 50 volts ; Va, V3, V4 would each indicate 50 volts. 

We could cast out, say, group 2 by a short-circuiting switch, in 
which case Vi would require to be reduced to 100 volts. 
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Fig. 12 repre- 
sents the most com- 
monly used circuit 
in large installations. 
1 1 is an improvement 
upon the series and 
parallel systems, 
using two dynamos 
D D in series and 
two circuits also in 
series with each 
other. At F F are 
shown two installa- 
tions, connected to a 
three-wire system, 
through main fuses 
and switches. The 
aim of the engineer 
is to connect the 
consumers on both 
sides of the middle 
wire so that the 
supply is about bal- 
anced equally, so 
that the middle wire 
may be of small sec- 
tion, carrying only 
the quantity of cur- 
rent required by the 
difference shown in 
the outer wires. 
Thus if we read on 
meter M 350 am- 
peres and on Mi 
400 amperes, then ^ 
an ammeter on the 
middle wire would 
indicate 50 amperes, 
the difference carried 
by that wire. 

We could put on 

Bjanother two dyna- 

■mos and another 

air of wires, and so 

a five - wire 
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s\-stem, as shown in diagram. Fig. 13. This system was actually 
worked in Manchester on a large scale, but its intricate complications 
and lack of practical advantages has prevented its use elsewhere. 
Il is an example of a theoretical principle being carried beyond 
the range of practicability. 

The parallel-earthed system, so common in tramway and shi^ 
circuits, is represented in Fig. 14. It explains itself. It can alsQ 
be used as a three-wire system, making the earthed return thd 
middle wire connection. 

There are other more complicated circuits designed to transmit 
electrical energy at very high pressures, and to feed through trans- 
formers into low-pressure circuits. And finally, there are the " wire- 
less" circuits, so 




called, at present 
used only for 
telegraphy. In 
these circuits 
there are wires 
to a considerable 
extent — longyer-. 
tical wires instr- 
lated from every- 
" thing above the 
instruments, but 
connected 
earth below and 
through the 
struments. These 
circuits will be. 
described later 



Fig. 13.— Fu-e-Wirc Syiiem 



In all circuits 
for supplying or 
applying electricity we have the pressure generator or " dynamo," 
a machine which is simply an electricity pump, pumping up 
electricity from a low to a high pressure. There is no generation' 
of electricity in the ■' generator." To the outlet terminal of the 
d\Tiamo marked + we attach a conductor leading to the consuming, 
devices and another conductor marked - leading back to the — ^ 
lemiinal, so that the electricity is pumped through the consuming' 
devices continually round and round the circuit. 

To carry the current of electricity the wires are made of copper, 
because it offers less resistance to the flow than other metals, 
and it is made of section large enough to reduce the loss by 
resistance to a minimum. This loss due to resistance is equal 
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resistance 



he current multiplied by the resistance represented by the 
\u\x. 

Drop in pressure = CxR (current 
;nt in amperes and R is a unit of 
.tance. 

Resistance of conductors is a very 
jrtant factor in circuits, and must be 
oughly understood. 
Then the electricity under pressure in 
wires tends to leak, and does leak 
y through anything which makes 
act with them. 

The quantity of electricity which 
es through any body depends, first, 
the pressure or " voltage " ; and 
ndly, on the resistance of the body, 
stances which allow a large quantity 
ass through at low pressures are good 
luctors or low resisters. Practically, 
)er is the most important conductor 
:6nductivity purposes, due to its small 
itance. Other metals are of import- 
:, due to their high resistance in cases 
re resistances are required, designed 
igulate the flow of current. 
irVe thus have two classes of metallic 
itances : low resistance metals for 
ying current at small loss, and high 
itance metals for opposing the pres- 
and cutting down the flow of current. 
Then there are substances whose re- , 
.nces are very high, called insulators. 
wires carrying electricity under pres- ' 

must be carried upon or covered by 
lators. It is a familiar sight to see 
telegraph lines carried on stoneware 
;lass insulators on poles ; these Insu- 
-s offer a very high resistance to the 
sure, hence very little electricity 
s through them. Air is a very high 
itance insulator, so that electricity 

> not readily escape or leak from a wire or conductor surrounded 
lir. 

Then, again, there are Intermediate substances which have a 
die value, neither good conductors nor good insulators, of no 
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Resistances and Conductors ' 

use to the electrician as a rule. Among them, however, are carbon, 
water, damp eartli, and high resistance metals of considerable value. 
Then another class of substances through which electricity passeS' 
are called "electrolytes," consisting of chemical solutions, fused salt^ 
and heated compound bodies, in which chemical actions are set up 
by the electric current. 

List of Conductors 

Good Conductors.' — Copper, bronze, silver, platinum, brass. 
Good Resulance. — German silver, iron, carbon, water, rheostei 
manganin. 

Good Insulators. — Ebonite, glass, rubber, gutta-percha, oils, drfj 
cotton waterproofed, jute waterproofed, bitumen, mica, micanllCiJ 
shellac, air, slate, marble, vulcanised fibre, dry wood. 

There is no such thing as a perfect insulator, nor is there a per- 
fect conductor. 

Every conductor resists the passage of electricity, so that lost 
energy equal to C^ R can be counted upon in every case. 

And in the case of insulators, also, the quantity of electricity 
which passes through them is always equal to the pressure divided 
by the resistance. If we call the pressure E, and the resistance R, 
the current which escapes through the resistance is equal to «, which 
gives the current C passing. 

Practically, however, the loss in copper conductors is exceedingly 
small when they are properly proportioned to the current and 
pressure. 

And the same with insulators. A wire covered with gutta-percha 
as an insulator leaks practically an insignificant amount even when 
over 3000 miles long. 

A conductor's resistance is directly proportional to its length, 
inversely proportional to its cross section, and in metals increases 
with temperature. In carbon and most liquids the resistance 
decreases with temperature. 

Insulators follow the same general laws, but require careful 
study into a strained condition set up in them, whereby they are apt 
to break down suddenly and allow a discharge to take place through 
them. 

The electric pressure may be increased gradually upon an 
insulator until it suddenly gives way, and is pierced or ruptured. In 
this way a hole may be bored through a sheet of glass ; and so a 
flash of lightning is produced by an enormous electric pressure 
between the clouds and the earth suddenly overpowering the air 
resistance, and piercing it in a zig-zag path, followed by the thunder 
16 



Resistances and Storage 

produced by the heat generated along the path of rupture expanding 
the air. 

We shall have occasion to consider this tendency to burst 
through insulation in many of the apparatus in practical use, and 
to study the practical engineer's devices for preventing damage 
thereby to his wires, switches, lamps, and other things. 

Electricity, again, resembles water in that it has momentum. If 
we allow water under pressure to flow out of a pipe with a tap on 
the end of it, and suddenly close the tap, the water will hammer 
violently on the pipe, and probably burst it. because it cannot be 
suddenly stopped in its motion without giving up the energy which 
set it in motion. In fact, there are water-pumps which act on this 
very principle, called "hydraulic rams." The water is allowed to 
flow freely, and is then stopped by a valve, but its momentum or 
energy of motion carries some of it on through another valve into a 
receiver, where it compresses air, the expansion of which forces it up 
to a higher level or pressure. Similarly, a flowing electric current 
cannot be cut off or stopped without a rise in pressure, and the 
quicker it is cut off the higher the rise in pressure. 

Some circuits require special devices for cutting off current 
gradually instead of suddenly, to prevent damage to the insulation 
and to devices in the circuit. 

There is, however, one great feature of difference between water 
and electricity. Water can be pumped up into a reservoir or storage 
tank, and used at any time to give back its power by falling through 
a turbine. 

Electricity cannot be stored ; the storage battery does not store 
electricity, but only stores energy carried into it by the electricity, and 
this energy is available for driving electricity again through a circuit. 

The accumulator or storage battery is a converter only. It, in 
receiving its charge, absorbs the pressure of the current in forming 
chemical compounds, and these substances produce an electrical 
pressure again capable of application to another circuit. The 
electrical energy is converted into chemical energy, and again 
converted into electrical energy when desired, the two conversions 
resulting in a loss of about 25 per cent, of the original energy. In 
all electrical installations the great drawback is this want of storage. 
An efficient storage system would immensely reduce the cost of 
electric supply. The demand for lighting purposes comes on only 
for a few hours per day, and is very heavy for that short time. 
Hence the generating plant requires to be capable of meeting this 
great demand, and is idle for the greater part of the year. If storage 
on a large scale was possible, a small plant running all the time would 
provide for a large demand for a short time. Storage is at present 
used on a small scale principally to assist in regulating the supply. 
VOL. I. • '7 ^ 





CHAPTER II 

OHM'S LAWS 

To grasp the true and practical meaning of many of the terms used 
in describing circuits and writing about electricity, the engineer 
must in some way become familiar with the measurement of the 
quantities called volts, amperes, and other units mentioned in last 
chapter. 

We referred to volts or pressure, and amperes, as indicating the 
rate of flow of electricity, also to resistance of insulators and 
conductors. Nothing but actual experience can teach the full 
meaning of these terms. And for those who cannot have access 
to laboratories, the only course is to make simple apparatus for 
themselves, or procure them, and make the experiments at home or 
in the workshop. 

A set of experimental apparatus shall be here described suitable 
for the instruction of beginners in the art of electrical engineering. 

The apparatus must include the following : — 

I. A battery of cells for producing the electrical energy. 

■ 2. A voltmeter or pressure gauge. 

3. An ammeter or current gauge. 

4. An ohmmeter for measuring resistances. 

5. A collection of wires, some small lamps, and connections. 
There are four quantities to be dealt with by the electrical 

engineer — electrical pressure, electrical current, electrical energy, 
and resistance. Neither electrical pressure alone, nor electrical 
current or quantity alone, can have energy. Just as we might have 
water at a very high level or pressure, but only in quantity to fill a 
teacup, there would be very little power to be got withal the high 
pressure ; so with electricity it is pressure and quantity which does 
the work, and the energy is equal to the current multiplied by the 
pressure, and the product (of C x E) is watts, i.e. the unit of energy, 
and 746 watts are equal to 1 horse-power. 

Resistance opposes the pressure, and it requires power to force 
the current along through any resistance. The unit of resistance by 
which it is measured is called the Ohm, in honour of the man who 
first taught the world the relations between pressure, resistance, 
and current. 

The ohm standard Is made usually of a wire of a certain cross 
section and length, and has such a resistance that it takes i volt 



Ohm's Laws 

of pressure to force i ampere of current through it. Ten volts 
would force lo amperes through it, and loo volts Joo amperes, and 
so on. Any one could make a one-ohm resistance out of a wire if 
he had an ampere-meter and a voltmeter and electric pressure at 
command. Making a circuit by the wire through the ammeter, and 
applying, say, lo volts pressure, the wire could be made longer or 
shorter until the ammeter indicated lo amperes; the resistance 
must then be i ohm. The laws of Ohm being :— 

*'^ '"''^R fC^Current 

E^ wherein < E = Pressure 
(a) R = c ( R " Resistance 

(3) E-CxR 
In above case R = — = i ohm. 

And so we could measure the resistance of any wire by finding 
the electrical pressure al its ends and the current flowing in it, and 
simply by dividing the pressure by the current ; thus in the case of 
an incandescent lamp taking 0.6 amperes and 100 volts, we know 
its resistance must be = '-^ = 1 66 ohms, and the power expended 
in it is equal to C x E = o.6x lOO. or 60 watts. One watt is equal 
to 44.25 foot-lbs. per minute in mechanical equivalent. 

If we know any two of the factors C, E, and R, we can always 
calculate the third one by above simple division and multiplication 
formulas. 

Referring back to the illustration of the parallel circuits, it will 
be seen that each lamp or motor will take current simply in 
proportion to its resistance, and the electrician designs his lamp 
resistance to regulate this current ; for instance, the lamp referred 
to above having 166 ohms resistance would be a 15 candle lamp, 
as these lamps usually take about 4 watts per candle power. If a 
lamp to take 10 amperes were required, its resistance would be, for 
100 volts pressure, R= -p = '-p- = 10 ohms. 

Voltmeters, ammeters, and ohmmeters can be bought now almost 
anywhere for ordinary purposes ; but there is some demand for 
simple educational instruments, not necessarily of high accuracy, but 
with wide ranges and cheap to construct — in fact, such as a handy 
student could make, with little assistance, for himself, and In doing 
so learn much more than he could do from ready-made instruments. 

The author has therefore designed a voltmeter, an ammeter, and 
a resistance measurer for such a purpose. The instruments are 
modifications of designs by Lord Kelvin, used in his graded tangent 
instruments introduced about the year 1883. 

It will be assumed that the student is not In a position to com- 
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mand a supply of electric pressure of 200 or 250 volts for his 
experiments, so that the electrical energy required must come from 
a primary or secondary battery. The latter is the best source, if it 
can be readily recharged. This, however, is seldom the case; 
hence the primary battery will be mostly used for experiments al 
home by students or workmen. 

Primary batteries are extensively illustrated and described in 
ordinary electrical text-books. Nevertheless, long as they have 
been in use, much as they have been learnedly treated, there is not 
much really instructive information widely known about them. They 
are, as a rule, in practice, badly abused, being generally much too 
small for the work to be done. By treating them rationally, they 
are useful experimental electrical generators. A battery consists of 
several cells, and each cell consists of two elements in an electrolyte. 

There are many kinds of cells. Nearly all of them are made for 
small currents and short service. Commercial batteries are mostly 
too small for heavy, continuous work. 

For electrical engineering work and experiments large cells are 
required, cells so large that the maximum current required of them 
does not reduce the pressure at the terminals to any appreciable 
amount. 

Cells have resistance within themselves, called " internal resist- 
ance," so that the pressure is lost to some extent when current is 
driven through them in the proportion, according to Ohm's law, 
E = CxR. If the internal resistance is 0.1 ohm and C = ic 
amperes, then loxo.i = 1 volt would be lost inside the cell itself 
That is to say, that if such a cell had a pressure at its terminals 
of 1.5 volts when no current was passing, the pressure at the 
terminals would drop to 0.5 volts when 10 amperes came through 
it. For all practical work with large currents we must use cells 
of low resistance ; that is, the cells must be very large, with plentv 
of room for liquid or electrolyte. 

Internal resistance figures largely in mathematical formula 
regarding cells, but in practice that resistance should be so 
low that it is almost negligible. In other words, the maximum 
current taken from any cell is governed by its internal resistance. 
Electrical energy supplied by primary batteries is very costly, and 
therefore should not be wasted in the cell or wires or connections, 
but should as much as possible be directed to the work to be 
done. 

Take, for e.\ample. a cell which gives 1.5 volts and has a resist- 
ance in itself of 2 ohms, and say that we determine to be economical 
and work at a loss of only 10 per cent, or less, and allow a drop of 
o. I in pressure, by Ohm's law n = C, so that, as in this case, E, the 
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drop in the pressure in the cell, is to be equal to o. i, and the given 
resistance in the cell is 2 ohms, 

Then ^' =0.05 amperes, showing that to work such a cell at a 
loss of about 7 per cent. In pressure, we must not take more than 
55th of an ampere from it. 

A cell is required to give 5 amperes with an efficiency of 90 per 
cent, in pressure, what should its internal resistance be? Its pressure 
when no current is flowing is 1.5 volts. 

10 per cent, drop on 1.5=0.15 volts, 
and by Ohm's law — 

hence ^^ = 0.03 ohms, 

a resistance uncommonly low among commercial batteries. 

The nearest approach to such a resistance in a primary battery 




Fic. 15. — ^JMlvuHown O^nipany's Eallery of Liiw Resistance Cells 

now on the market is in the Silvertown improved low resistance 
battery (Fig, 15), here illustrated and described. Its resistance is 
0.05, pressure 2.08 volts, current 5 amperes, so that the drop on 5 
amperes would be 5 x 0.05 = .25 volts, or an |th of the pressure — in 
fact, it falls to 2 votts when giving 5 amperes; this is as it should 
be, the result being a fairly good battery for experimentalists. It 
will give 5 amperes for about 20 hours, or 100 ampere-hours ; or if 
we put it into watts, 200 watt-hours, that is =2 volts x 5 amperes 
X 20 hours. 

The rate of working is clearly per cell 5X2 amperes multiplied 
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by volts = 10 watts, and as a horse-power is equal to 746 watts, we I 
can find the number of cells required to give 1 horse-power for 20 I 
hours by dividing ^= 74.6 cells ; but as we cannot get half a cell, I 

we can put it at 75 cells. 

The cost is not easily calculated, for there is a good deal of 

labour required in charging and setting up these cells ; however, the 

materials can be priced. 

Zincs and mercury, . 75 at 3s. 3d. = ^12 3 6 
Solution of crystals, . 75 at lod. = 326 
And solution, . 75 ^t 2d. = o 12 C 



Total material cost, . . ^15 18 6 
But including labour and interest on outlay this cost might easily 
run to ^20 for 20 horse-power hours, or 
^i per hour per horse-power. This is 
a large price, nevertheless, for small powers 
up to 10 or 12 volts and 5 amperes. It 
is a handy and satisfactory generator, but 
too costly for larger powers. The same 
makers make Leclanche cells {Fig, 16) of 
0.3 ohms internal resistance, 1.55 volts 
pressure ; hence by Ohm's law, and allow- 
ing a drop in pressure equal to 0.155, '^"^ 
get ^^' = 0.51, or half an ampere as a 
maximum current with economy. 

It will be thus seen that to get the 
same rate of work out of a battery of 
[1 ' sc ceils that we get out of the other 
■ '..I, that is, 10 watts, we would require 
n,my cells ; for we had 2 volts and 5 
amperes per cell, now we have 1.5 volts 
and 0.5 amperes, or i-Sx. 5 = 0.75 watts per cell, so that to get 10 
watts we want --- = 14 cells (nearly). It is clear that high internal 
resistance and low pressure are exceedingly detrimental in cells. 

The cost of the first described cell is about 10s., the last 5s. ; but 
the los. cell does fourteen times the work. 

A six-cell battery giving 2 voles per cell, or 1 2 volts and 5 amperes, 
may be required for the tests which every engineer should be 
acquainted with. 

Wherever a charge can be obtained for a storage battery, that 
can be used at much less cost and trouble, the battery should consist 
of six cells, discharge rate 5 amperes a maximum. 

The E.P.S. Company make a battery, here illustrated (Fig. 17), 
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called Q type. The whole weighs half a hundredweight. It will 
give about 20 ampere-hours with one charge. Fifteen volts and 
4 amperes for five or six hours will be required to charge 
It; that means 15x4x5 = 300 watt-hours for each charge. Elec- 
tricity can be had at ^ _,^ - m 
6d. per icoo watt-hours "" — /^---!^_ 
from public supplies, so ^ 
that the cost of charge 
would be about 2d. for 
electricity. Added to 
this would be carriage, 
labour, and profit ; but 
even if such a battery 
cost 2s. 6d. per charge, 
it would be cheap for 
experimental work. s 
In London, and ' 
perhaps in other large 

towns, storage cells ^"=- '^-^- '' ^- '^^'"P'^")*^ Q Type Acn.-n..ialor li.ll«y 

ready charged can be hired at small cost for experiments. The cost of 
the primary battery and the secondary battery are about the same, 
^3 or thereabout. The next type of cell required is for intermit- 
tent uses and small currents. For these purposes internal resist- 
ance is of little importance, though we must still notice its effects. 
We require cells as standards, and for tests upon resistances, and 





"so" on ; and for the purpose it is as well to select a cell which 
gives as near as possible i volt pressure. The Daniell cell does 
this, and maintains it fairly constant. 

The Silvertown 10 cell quantity Daniell has been selected for 
the purpose ; it is fairly cheap, compact, and well made. Fig, 
1 8 shows it complete in a box ; Fig. 1 9 shows a separate 
cell complete. The zinc is in a porous pot surrounded 
by a copper cylinder ; in the porous pot Is a' half-saturated 

n 
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solution of zinc sulphate, in the outer vessel saturated copper 
sulphate. A handy student or workman can easily make up 
ten Daniell cells at small co^t (see Fig. 20). 'Vhe outer cell 
may be a copper vessel, verj- thin, with an inner shell' about half 
an inch broad all round, perforated to carry, 
sulphate of copper crystals ; such cells can 
easily be home made at about is. each for 
materials. 

The batteries should not be charged or 
set up for acdon until everything else required 
for experiments is ready for work ; hence, 
though described first, they may be procure()< 
last of all the apparatus. 

The first instrument to become acqxialnted 
with is a voltmeter or pressure gauge. Many 
are in the market, admirable instruments for 
everyday use ; but few can be found fitted for 
the experimental table. 

There is a great deal too much lacquered 
brass, bevelled glass, green tape, paint and powder make up about 
the scientific instrument makers' products, and in commercial in- 
slruments too short a range of usefulness in the instrument for 
practical men's experimental uses. 

A search made recently for an ammeter and voltmeter which 
could be put in the hands of an intelligent plumber, workman, ca" 
student, to instruct him in the rudiments of 
electrical measurement, revealed the fact that 
nothing could be found suitable except very 
cosily things. 

The instruments in the market are designed 
for placing on switchboards to indicate ap- 
proximately the working pressure and the 
)Mu^ flowing current, and in many cases they are 
much more ornamental than useful. No one 
ever thinks of testing them. These remarks 
do not apply to the high-class products of 
our leading firms, in which the expert can see 
that the highest skill has been brought in to 
design and construct instruments of precision ; 
but these refined apparatus are beyond the 
plumber's or student's means. What is required is a plain, fairly 
accurate, cheap instrument of a long range. 

Wlicther this can be found or not is a question. Meanwhile, 
'oslrumrnta devised by the author will be described, as an attempt 
supply something to serve the purpose. 
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If we send electric current round a wire ring, and pkce a compass 
needle in or near 

the centre, the axis ^ 4 a e i N 

of the ring being 
turned east and 
west, the needle will 
be deflected from 
its north and south 
position and turned 
more or less east 
and west, according 
to the strength of 
the current in the 
ring of copper wire. 

This simple device can be used to measure the current. The 
strength of the current is proportional to the tangent of the angle 
of deflection of the needle. A tangent scale for the dial of the 
needle could be made as follows : — 

Take the dial, whether of metal or paper or glass ; fix it on a. 
sheet of paper on a drawing-board, as in Fig. 21 ; let the N S line 
be perpendicular, and from the point where 
this line cuts the circle described by the 
needle, draw a line at right angles thereto 
from A to B, and parallel with the line H W ; 
divide this line in equal parts, beginning with 
zero at N, and numbering them i, 2, 3, 4, 
right and left. 

Join these points, i, 2, 3, 4, to C, the 
centre of the dial, by lines, and mark the 
points of the circle where these lines cut it 
with corresponding numbers ; these numbers j 
then will be proportional to the angle tangent, 
and the strength of the current can be read 
directly on the dial. 

Any one who makes this drawing of a 
scale will observe that the deflections, when 
they approach an angle of 90°, are far too 
close together for accurate reading ; hence 
the scale is reliable only over a short range, 1 
say between 30° and 60° of deflection, 45° 
being the mean. 

Fig. 22 represents the ordinary instru- 
ment in its simplest form. Besides the limitation of the scale read- 
ings, it is limited in its range by the fact that if sensitive enough to 
read small currents at 25° or 30° deflection, it soon gets beyond 60° 
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or 70° deflection with stronger currents, and correct readings are 
difficult. 

A modification of the instrument is shown in Fig. 23, whereia 
the wire ring is carried on a cross-shaped platform. The compasS' 
needle can be slid along the axial extension, so that it can be used 
for strong and weak currents ; for strong currents it is used farther 
from the centre of the ring, and nearer for weak currents. 

And further, instead of taking the tangent of the angle of deflec- 
tion as indicating the strength of the 
current, we could make the copper ring 
of such a number of turns of wire as 
to produce a deflection of 45° with the 
smallest current we desire to measure, 
with the centre of the needle coincident 
with the centre of the ring ; and a scale 
calibrated along the horizontal axial 
extension can be drawn and marked 
with the value of the currents at 
different points where the deflection is 

45°- 

Whatever the strength of the cui> 
rent, the needle is shifted out or in 
until the deflection is 45°; its position 
on the scale shall then indicate the 
is a constant deflection method of 




Fig. 23. — Simple Graded Ammeter 



current in amperes. It 
measuring. 

For measuring currents the wire ring would be of thick wire to 
carry heavy currents. 

For measuring pressure the wire ring would be of fine wire of 
high resistance. 

Lord Kelvin's graded ampere and voltmeter are shown in the 




accompanymg Figs 24 and 25 The coils of wire are shown fixed toj 
the end of sliding tible; the needles are carried m the sector-shaped J 
boxes, and have a long light pointer swinging over a scale. The! 
sliding table has a scale for multiplying the readings of the needles' I 
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pointer. These instruments are of great value in a laboratory, 
due to their long range. A half-hoop magnet is shown over the 
needles. This produces a strong field controlling the needles, so 
that the instrument is nearly dead-beat. By removing the magnet 
in the voltmeter and placing the needles so that they are inside 
the coil, and the axis of the coil east and west, it can be used as a 
high-resistance galvanometer. 

And similarly, the ammeter can be used as a low-resistance 
galvanometer for thermo-electric tests, and other experiments where 
large currents and low E.M.F. are used. 

The instruments shown are expensive and finely got up for 
commercial purposes, but the design seems to lend itself to a 
cheap construction of instruments of a long range of usefulness for 
students ; hence it has been chosen as a model for the rough 
experimental apparatus. 

Ammeters are made with few turns of thick wire. The thick- 
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ness should be calculated to carry the maximum current without 
sensibly overheating. 

This may be done from Table of Details of Conductors at end 
of the chapter. Say the ammeter is for five amperes maximum, a 
reference to the table shows No. 14 wire will carry 5.4 amperes 
at a loss of 2.5 volts per 100 yards. 

The length of wire in the coil must not be long enough to 
reduce the volts more than a very small fraction. Hence, if the 
ammeter is to be used in a 100 or 200 volt circuit, a volt or 2 
voits lost in it would be of no account; but if used on a 10 volt 
circuit, half a volt lost would be serious in an ammeter. 

For instance, the experimental ammeter must be made for a 
12 volt circuit; hence we must take about one-tenth of 100 yards 
of No. 14 wire to keep down the resistance of the ammeter to a 
value which would give a loss not exceeding 0.25 volts on full load. 

In selecting an ammeter for any purpose, it is of great import- 
ance to know both the maximum current and the volts on the 
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circuit for which it is intended. If for a high-pressure circuit, the 
resistance of an ammeter is governed only by the Hmits to heating; 
but if for a low-pressure circuit, the permissible loss on the ammeter 
coils determines the size of the coil^the lower the pressure the 
larger the coil must be in thickness of wire and weight of wire, for 
we require the same number of turns in the coil whatever the gauge 
of the wire. 

In a voltmeter the wire is chosen of a very small section and 
long length, so that the current passing into it is so small as to be 
negligible, when coupled right across the mains or terminals. 

Its length and diameter must correspond to the maximum vdts 
it is to measure. 

5000 ohms in 100 volt circuit is common in coils of No. 40 
and 42 gauge wire. For 10 or 12 volts 500 ohms of thicker wire 
is used. 

The experimental instrument is shown in Figs. 26, 27, 28, 
and 29. 

Fig. 26 is an end view, showing the wire coil C clamped in a. 
brass or zinc plate with bent over clamps B B B, into which the 
coil fits ; G is the compass needle case, which has guiding blades E, 
fitting into a groove in the stand shown at A in Figs. 27 and 28 : 
these keep the compass case from turning round. The clamping- 
plate for the coil is screwed by brass screws to the end of a wood 
block I i in. thick, 3J ins. broad, and 9 ins. long, a quarter-inch groove 
being run up the middle line. Alongside this groove the scale is 
sunk in flush, as shown at S S in Figs. 28 and 29. A pointer on 
the compass-box lies over the scale at P. 

The compass may be bought for is. 6d. to 2s., with a needle 
about ij to I J in. long in a brass box with glass top; on the card 
should be drawn the 45" lines from N.E. to S.W., and from N.W. to 
S.E., through the centre in red ink. 

The coil required for the pressure gauge consists of 5000 turns 
of No. 34 S.W.G. silk-covered wire, of total weight 14 ounces, on 
a wooden bobbin. 

The scale is to be of stiff paper glued or gummed in. Two 
terminals, to which the ends of the wire coils are attached, T T, 
are shown into which the wires from the battery or other source of 
pressure is to be connected for measurement. 

Two instruments are required, one with the fine wire coil for 
pressure, and one with thick wire for current ; in other respects they 
are the same. 

The pressure instrument should be made first, and graduated 
along the scale, by using the ten Daniell cells as standards of 
pressure. Proceed as follows : — 

The instrument having been finished, and set with needle at 
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Electrical Resistance 

right angles to the scale, a pair of wires are fixed into T T, insu- 
lated, and long enough to reach the battery of cells ; first one cell 
is connected across, and the compass moved in and out until the 
needle is over the red line of 45" deflection; the point on the 
scale at the pointer P, Fig. 29, is then marked i, as i volt pres- 
sure, then two cells are coupled on and the compass moved along 
until needle is over 45° line again ; the pointer then stands at 3 volts, 
and must be marked 2, and so on with 3. 4, 5, 6. 7, 8, 9, 10 cells. 

The scale can afterwards be subdivided, dividing the spaces 
between the marks into 10, so that iVths can be read. 

To get the scale below 1 volt, say to half a volt, a resistance 
equal to that of the coil must be used in series with the one cell and 
coil ; but a range between i and 10 volts may be sufficient for any 
one making the instrument himself 

The figures will not, of course, represent absolutely correct volts; 
but they will be for all practical purposes near enough the correct 
thing. 

The cells should be in good order, the sulphate of copper solution 
in outer cells fully saturated, and the sulphate of zinc solution just 
about half saturated in the porous cell. The best way to ensure this is 
to make a saturated solution by adding sulphate of zinc to lukewarm 
water until it will dissolve no more, then let it cool, and pour oft' the 
clear solution, and add its own bulk of water ; it is then fit for the 
cells. 

After graduating this instrument, we have an electric pressure 
gauge. And with the help of this instrument we can now proceed 
to measure resistances, and make an instrument for the purpose. 

The simplest instrument is called a metre bridge, from the fact 
that a wire one metre long is used in it, divided into millimetres 
along a scale. It might be a yard bridge by using a yard of wire 
divided into equal parts on a scale. But a long wire is better than 
a shorter one, so we may as well make it a metre bridge by using 
40 inches of wire. 

We will require a board 3 feet 6 inches long, about 5 or 6 
inches broad, and f or i inch thick, dry, smooth, and straight. 

On the face of this board fix three strips of copper or brass, 
former preferred, I broad by xV inch thick, or thereabouts, the Jong 
one 3 feet long, the short one 3 inches ; total strip copper, 3 feet 
6 inches. 

Seven binding screws are required, two on each of the short 
strips and three on the long one. as shown in Fig. 2S. 

A high resistance polished wire, of No. 18 S.W.G, rheostene 
wire, is to be stretched between the short strips and secured thereto 
by soldering or screws. 

A paper scale divided into 10, 100, and loooths from left to 
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right and from right to left is made, as shown in the figure. This 
is for the purpose of reading off what proportion the wire on the 
one side of contact bears to the wire on the other side. 

Suppose we divide the wire into ten parts for the scale 
readings — 

o 123456789 lO 
10 987654321 o 

If we make contact in the middle, then, of course, it is as 5 is to 5, 

equal ; but suppose we make contact at I, then the wire to the left 

is 7 as to 3 compared with the wire to the right of the contact. 

Again, we might make contact at ^ ; here the ratio is reversed. 

Referring to the drawings, Fig. 30 is a plan and elevation of 
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Fig. 30.— Simple Metre Bridge 

the metre bridge. R is the resistance wire; DE the two scales; 
AC two copper strips, B long strip; a standard resistance is 
connected in between terminals 5 and 6, the resistance to be 
measured between 2 and 3, one end of battery to 4 ; galvanometer 
between i and 7, and the other end of the battery is used to make 
contact along wire R till a point is found where no current passes 
in the galvanometer. This is best observed by sliding the wire 
along until the needle is 
at zero, and then, by 
tapping the wires to- 
gether, noting whether 
the needle moves to one 
side or other ; if it moves 
to one side or other, tap 
it a little further along 
until a spot is touched 
where the needle does 
not move : the double 
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spot. Fig. 31 is part of the scale 



Fig. 31. — Section of Scale of Metre Bridge 

move : the double 
scale can then be read at this 
shown full size. 

When measuring low resistances under 10 ohms, three or four of 
the Daniell cells are used ; for high resistances the whole ten are 
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required. The pressure gauge is used as a galvanometer when the 
needle is in or near centre of the coil, and is to be used with this 
bridge for measurements, 

A standard I ohm resistance will be required. This can be 
bought for three or four shillings, or made by the student or 
workman if he can get some friendly electrician who has a resistance 
measurer to adjust it for him. 

To make up a coil for a standard, take a little over half an ounce 
of No. 30 silk-covered German silver wire at 5s. per lb. ; better get 
quarter of a lb., so that more coils can be made. Take the half- 
ounce piece {better be overweight); for while it is easily made 
shorter, it is not easily made longer. Cut it in two equal lengths, 
and put a little copper strip clamp over two ends, as shown in 
Fig. 32, so that when wound up the two wires will lie side by 
side ; wind them on a wooden bobbin (an ordinary cotton bobbin 
will do), first passing the two free ends through holes 
in the bobbin to make connection to the terminals; 
wind it on and tie it down firmly ; the two outside ends 
are now firmly bound together by the copper clamp, or 
by clean copper binding wires. 

The coil is now to be tested and adjusted. For this 
purpose it must be put into a resistance measurer, 
commonly known as a Wheatstone Bridge, and there 
measured against a standard i ohm. If enough wire 
has been used its resistance will be more than i ohm. 
This can be reduced gradually by sliding the clamp 
along, thereby shortening the wires. This is done 
until the coil perfectly balances the standard on the 
bridge ; the clamp is then securely soldered in the place so 
formed. The coil may have two small terminals fixed on it, and 
be fitted into a case. 

Having either made or bought a standard coil of i ohm re-' 
sistance, proceed now to make up a set of resistances for futures 
use. 

Take one pound of No. 16 manganin wire, cut it into five equal 
lengths (they will be about five yards each), wind them into spirals 
on a mandril or rod about i inch diameter, so that when taken 
from the rod the spirals will lie apart, and be about 1 foot long 
each. 

Get ten terminals, fix them on edge of a frame of wood with the 
ends of the spirals securely fixed, one end to each screw. 

These spirals will carry 10 amperes, and when doing so will 

have over i ohm resistance, and be nearly hot enough to boil water; 

but when cold they will be less than i ohm each, and by coupling 

them up in different ways we can get a great many different resisl- 
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ances. If we put them all in series the total resistance will I 
5 ohms, and all in parallel 0.2 ohm, so that we have ; 
whose range is 25 to i. Figs. 33 and 34 show this apparatus. 

A second resistance frame can be made up with i ohm sub- 
divided into Toths. Thus, take four ounces of the manganin No. 16 





Resialance Ftanies, with live Spiral Rcsisl 

bare wire about 6 yards long, fix on a board having eleven binding 
screws and ten brass hooks, as in Fig. 35 ; make it zigzag from one 
to the other, passing through the eyes of the binding screws and 
over the hooks tightly drawn in. A frame or board about 2 feetx 

foot will be required ; each 
screw then forms a terminal 
of resistances, increasing 
approximately by Voths. 
And if screws are used in- 
stead of hooks we could 
move step by step by ^Vth 
of an ohm at a time. The 
screws cost about is. fid. 
per dozen. 

Reverting now to the 
metre bridge, we must learn 
how it works, what its prin- 
ciples are, and how to use it. 
Electricity under pressure 

flows from high to lower pressure, and we can control the current 
by altering the resistance, as it is always equal to ^; hence, if we. 
set up a circuit as in Fig. 36, where the current is divided between 
,two paths, if the resistance of the paths are equal the current divides 
equally between them. And if we put a bridge wire across the two 
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Fig. 35, — Resistance Frame 
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Wheatstone's Bridge 

exactly at their middle points, fine line shown, no current will flow 
from one to the other. And if we now put the bridge wire paraJlel. 
dotted line, with the first two, it will simply form a third path, and 
current in quantity equal to ^ will also flow in it. 

We will suppose the pressure equal to i volt between X and Y, 
the junctions of the wires, and the wires, say, loo centimetres long, 
the pressure per centimetre would evidently be -—=0.01 volt per 
centimetre. This can be proved by putting a voltmeter connection 
from, say, X to O, the middle 
"jj point of any of the wires, when 

half a volt would be shown. 

The pressure between one 
point of the wire and any other 
point is proportional to the 
length of the wire between the 
selected points. 

Now if we were to put the 
bridge wire across diagonally, 
as in the thick line on the 
figure, it would connect points 
of different pressures, and a current would flow proportional to the 
difference ; so that if we rotated the contact bridge wire through 
a quarter of a revolution, we would put on from full pressure when 
making contact from X to Y, and no pressure when across from 
O to O,. 

Further, if we fixed the bridge wire across O to d, we could 
cause current to flow in it by altering the 
resistances in any of the wires a, b, c, d. 

Thus if we made a of thicker wire, the 

pressure would rise at O, and a current 

would flow indicated by galvanometer G. 

Only so long as the four paths a, b, c, d 

J. remain equal in resistance no current flows; 

j ^ I jljli I but we can also balance the pressures at 

g O Oi, so that no current flows, by altering 

j,ij, two of the wires. It is not necessary all 

four sides should be alike. 

In the bridge shown in the Fig. 37, b \s a. known resistance 

which can be adjusted and read ; a is a resistance to be measured; 

d and c are known resistances, say, of 10 ohms, or one may be 10, 

the other 100. If they are equal, then, by adjusting b until no 

deflection is seen on G. then a is equal to^,which is known. Iff was 

made ten times more than d, and b adjusted to a balance, b would be 

ten times a, so that it would be divided by ten to get value of a ; and 
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if, on the contrary, we made d ten times more than c, we would 
multiply by ten to get resistance of «. 

If, instead of this arrangement, we made a and d both vary, we 
could also make a balance (see Fig. 38). Let X form one side of a 
triangle, R another, and a b together form another, a and b being 
made variable by sliding the galvanometer wire along, the one 
becoming more as the other gets less, and vice versd: a b \?, the 
metre wire. By sliding the galvanometer wire along we find a point 
at which no current flows. If R were equal to X, this point would be 
in the middle of the wire, where a would be equal to b ; but if the 
point of balance were to the left, then X is to R as a is to b / hence, if 
on the metre scale the point was ^, and R, the known resistance, 10 
xjhms, then 

^^jr^= i-3 ohms, value of X. 
Again, it might be found to balance at — on the other side. Hence 
— '^— = 1 5 ohms would be value of X. 
In the metre bridge R should be somewhat of the order of X, 
that is to say, if X were known to be, say, less than 10 ohms, R 
should be anything between i and 
I o ohms ; and if X were known to 
be over 100 ohms, then R might be 
anything between 50 and 200 ohms, 
for small ratios are most easily bal- 
anced. The metre bridge set up 
for testing is shown at Fig. 39. 

B is the battery connected to 
the end strips ; G is the galvano- 
meter. In this instance the pressure 
gauge is used with the compass as 
near the centre of the coil as it can 
be got. R is the standard resistance 
connected at the gap b, and X is the 
resistance to be measured in gap a. 
Having set up the bridge, the 
resistances made up should be carefully tested by placing them in 
gap a at X, and balancing against the standard i ohm coil. In the 
large resistance measure each coil separately and mark upon its 
resistance, and with the zigzag resistance measure each step and 
mark its value. 

Having carefully measured the resistances and noted them, an 
ammeter can now be put in hand for measuring currents up to 5 or 
■6 amperes. 

It is exactly the same as the voltmeter, only the coil is of thick 
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wire of few turns, and consists of forty turns of No. 1 5 cotton-covered 
copper wire on a wooden bobbin, shown half-size in the illustration. 
To calibrate this ammeter we use the voltmeter and the resist- 
ances on the principles of Ohm's laws. If we know any two of the 
factors E, R, and C, we can find the third by calculation — 

So that we can make C any value we choose by adjusting E and R. 
Thus if we take one of the large ceils giving E = 2 volts, and makef 
up a circuit consisting of the cell, the ammeter, and the resistances, 
we could make the total external resistance, including the ammeter 
and resistances, equal to 2 ohms. This we can do by coupling the 
resistances and ammeter into gap a on the metre bridge, all ia 



r 

■ series, and adjusting the resistance until we get it correct at 

H 2 ohms. 

^K As it is known the spirals are each about i ohm, we put two in, 
H the circuit, and finally adjust with the zigzag board iVth at a time; 
H the wire reading on the bridge would scale ^^'' with the one stan- 
di dard coil. Fig. 40 illustrates this experiment where the spirals S 
^B are shown in series with the ammeter A and zigzag Z. If two 
^1 spirals are more than 2 ohms, one must be used along with the 
^m zigzag, and if the ammeter coil is of higher resistance than i ohm, 
^P only the zigzag itself may be sufficient to make the circuit 2 ohms 
^M resistance. The work to be done in this experiment is to make 
H the circuit 2 ohms resistance. 

W^ Having adjusted it to 2 ohms exactly, it is disconnected from 
the bridge and connected to one of the large cells without disar- 
ranging the series connections, merely taking the wires out of the 
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bridge and connecting them to the battery cell, as in Fig. 41, On 
no account must the ammeter or resistances be in any way moved 
or disturbed after adjustment to the 2 ohms resistance. 

Immediately the battery is connected, as in Fig. 41, i ampere 




Fig. 4a — Adjusting Kesismnces 



will flow in the circuit, as it is 2 ohms resistance with 2 volts 
pressure, » = C, - = i. And now move the compass in the ammeter 



1 carefully mark 



yj^VlMJGp 



until the needle is exactly over the 45° line, and the: 
the scale 1 ampere in that position. 

And as a check, keep the voltmeter across the battery terminals, 
and note that it does read 2 volts at the moment the needle is 
adjusted on the ammeter. V 
is the voltmeter in the sketch. 

Now put on two large 
cells, giving 4 volts with 
two in series, and therefore 
- = 2 amperes ; and with three 
cells in series -= 3 amperes — 
and these points can be 
marked on the scale of the 
ammeter. 

For larger currents we 




Fig. 41. — Calibmlirg Ammelera 



must make a new circuit, and also for the smaller currents. Having 
got the I, 2, 3 amperes points, we can now couple in the ammeter 
and resistances again into the metre bridge, and adjust a circuit of 
4 ohms. For this purpose three spirals and the zigzag may be 
required in series, or perhaps two spirals and the zigzag. However, 
the student must work it out to 4 ohms exact. 

Then repeat the test with the cells again ; with one cell ~ = o5 
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amperes will flow. This must be adjusted on the ammeter and the 
point marked. 

Then put all the resistances in series with the ammeter, the five 
spirals and the whole zigzag, and measure on the bridge their 
total resistance ; we will suppose it turns out to be 7.2 ohms. 

Take off the bridge and put on the one cell again, and adjust the 
compass to 45° again, and mark the point r^ = 0.28 amperes ; this 
will be the smallest current we can get with that arrangement and 
resistances. 

, to get larger readings, couple up the battery in series 
parallel, take four cells and join 
them up two and two in parallel, as 
in Fig. 42. The two + poles of 
cells a and b are joined together 
by the copper leading wires. The 
negatives of a and b are then 
joined by good conductors to the 
positives of c and d, and the nega- 
tives of c and d are joined together 
by the negative lead. 

a and b are in parallel, and c 
and d are also in parallel connec- 
*""'■ *■' tion ; a c are in series, also d b. 

By placing the pairs in parallel we virtually make the two cells 
into one ; so that if we took, say, 10 amperes from the leads at V, 
each cell would only require to give 5 amperes, the amount it was 
designed for. Then we put them in two series by joining the two 
pairs + to — , adding their pressures to get 4 volts. It is plain 
that by this coupling up of the cells 4 
volts and 10 amperes can be obtained. 
The ammeter circuit can be now 
made up for a large current, first by 
connecting two spirals of the large re- 
sistance in parallel and in series with 
y the ammeterand battery, as in Fig. 43. 

' /T^ Each spiral may be i ohm ; but to 

make sure of the value of the resist- 
ance of the circuit, couple it into the 
bridge before coupling on to the 
battery, and measure it and adjust its resistance to 0.5 by putting in 
more or less of the spiral resistances. 

Two spirals joined in parallel, as shown, have together only half 
resistance of one, for the current divides between them. If each is 
I ohm, the two in parallel will be 0.5. 

38 




Fig. 43 




Testing 



Having adjusted to 0.5 the whole circuit's resistance, spirals, 
ammeter, and connections, then connect on to the battery, as in 
Fig. 43. Adjust the compass again on the slide till needle is at 
45°, and mark the position carefully. 

As we have 4 volts and 0.5 resistance, the current will be ^ = S 
amperes, the figure to be marked on the scale at this point. 

Then alter the resistance of the circuit to 0.8 ohms, and take 
another reading of the ammeter and mark the scale A = 5 amperes. 
And so for finding the spot corresponding to 6 amperes alter the 
resistance to 0.66 ohms and take a reading, and for 7 amperes the 
resistance will require to be 0.573. 

The workman or student who goes through with this course of 
practical work may not produce very accurate instruments, nor may 
his results be all correct ; that, however, is of 
no account. But he will have what is of 
extreme value to the beginner — a practical 
knowledge of the quantities meant by volts, 
amperes, ohms, resistance, watts, and of the 
various circuits in use. 

At less expense and labour better 
apparatus could possibly be purchased, but 
the experience cannot be bought at any 
price. 

The student or workman should also 
carefully go through an elementary book on 
magnetism and electricity, such as A. 
Jamieson's " Manual of Electricity and 
Magnetism," or Prof. S. P. Thomson's " Ele- 
ments." 

An alternative set of apparatus may be 
used in which the battery is of the Edison- 
Lalande type (Fig. 44), giving 0.75 volts, and 
with an internal resistance of 0.03 ohms. A 4 
ampere current would drop the volts to o. 75 — 
(4 X 0.03) = 0.63 volts per cell ; ten cells would 
give 6.3 volts and 4 amperes = 25.2 watts. 

And the instruments might be the General Electric Com- 
pany's battery gauges shown in Fig. 45. 

The gauges are made for pressure and current ; the current 
gauge reads to 4 amperes, the pressure gauge to 6 volts. It is 
shown in figure below. 

With these cells and instruments the experiments can be made 
on a smaller scale ; they are very useful and handy. The battery 
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is less messy than the high-pressure two-fluid cell battery, the liquid 
being potash solution. 

If these are used the experiments described must be modified 
to suit the lower pressure ; thus, in the series system investiga- 
tion the lamp must be a 2 volt lamp, and the whole resistance of 
the circuit about 8 ohms (cold). 

If these apparatus are chosen for the battery and instruments, 
only that one battery will be required, as it can be used for the 
bridge and all other tests. The student will then only have to 
construct the metre bridge, resistances, and circuits. 

The making of the apparatus and adjusting it all is a necessary 
training before attempting the use of it. Any one who has carried 
out the work can be quite safely trusted to use more accurate and 

expensive instruments 
and apparatus after- 
wards. 

Experiments with the 
apparatus can now be 
pursued to get a further 
insight into electrical cir- 
cuits. Beginning with 
a series circuit, take the 
large cells, six of them 
giving 12 volts, and pre- 
pare to make tests with 
the voltmeter, investigat- 
ing the practical condi- 
tions of a series circuit. 
Let a number of dif- 
F ferent electrical energy 
consuming devices be 

Fig. 45.— C.E.C, Baltcry VoUmeter ^ . ■ ■. ■ i. .1, 

put m circuit with the 
battery of 12 volts (Fig. 46): first the ammeter; next the resist- 
ances ; next a small 4 volt lamp ; next a small electro-magnet, a 
short piece of iron with a layer or two of No. 16 copper wire, 
cotton covered ; and next a cell for electro-chemical work — this 
may be a jam-pot with a solution of sulphate of copper in a i to 
10 solution of acid sulphuric and water, into which two plates of 
copper are immersed and connected in the circuit. The wire 
from this cell completes the circuit by going to the other pole of 
the battery. 

The 4 volt lamp should be of low resistance, not more than 
4 ohms (hot), that will be about 8 ohms (cold). 

Now before coupling on the battery make a resistance test of 
the whole circuit, and by means of the resistances in the circuit 
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reduce it to a total of about 15 or 16 ohms, using the ten Daniell 
cells for the test, and if possible 10 ohms for the standard re- 
sistance. 

Now couple on the battery after having carefully noted the 
resistance of all the lot and made it as directed. Adjust the ammeter, 
and read the current off; it will be found about i ampere, not 

as we might calculate from the resistance. 

This is not due to any error in calculations, but to the fact that 
the resistance has dropped. The lamp has only half the resistance 
when hot that it has when cold, a fact well known. 

In fact, heat increases the resistance of metals and decreases the 
resistance of the carbon, of which the filament of the lamp is made. 

If the current in the circuit is not i ampere, make it so by 
adjusting the resistances in the circuit until it is i ampere. 

Now consider this circuit. First we have the source of electrical 
energy keeping up 12 volts pressure, as is shown by connecting the 




Fig. 46. — Eiperimental Series Circuii 

voltmeter V across the battery terminals ; next the ammeter showing 
the current flowing ; next the resistances, regulating the current by 
adjusting the resistance of the whole circuit ; next the lamp, where 
electrical energy is being converted into light and heat ; next the 
magnet, which acts as a resistance and gives a magnetic field ; next 
the cell of copper solution, with copper plates, in which copper will 
be carried from one plate to the other by the current, so that if 
the plates are weighed before starting the experiment, and weighed 
again at the close, one will be heavier and the other lighter. 

The strength of the current in amperes must be the same all 
round the circle, for the current cannot be greater in one part of a 
circuit than in another. 

Let the current flow, and watch the ammeter carefully, continu- 
ally adjusting it till it remains steady at i ampere. 

It will not be steady just at first, for the various parts of the 
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circuit will vary in resistance until they all attain a constant tempera- 
ture. All resistances get heated by current. 

Now investigate the circuit with the voltmeter and find out how 
the pressure of 12 volts is used up in the circuit. First join the 
voltmeter across the terminals of the ampere meter from a n^, without 
disturbing the circuit or the current; it indicates, say, 0.5 volts, 
showing that half a volt is lost in pushing the i ampere through 
this instrument. Now put it across the resistances, that is, from Ot 
to d in figure ; it may indicate 5 volts, showing we are using up 5 
volts in the resistances, simply heating them. Now put the volt- 
meter across the lamp from d^ to c; it indicates 4 volts lost in the 
lamp, giving light in return. 

Now measure across the magnet Cj to «". It may show 0.75 volts 
used up in its coils, and finally the cell ; 1.75 volts is indicated from 
(/i to £'. If we table the results we shall see how the pressure is used 
in this circuit: — 



Resistances S.o ^ i = 5.0 

Lamp 4,0-^1—4.0 

Cell I.7S-I- 1-7 

Magnet 0.75 -i-i» 0.7 



The whole 12 volts are used up by the circuit carrying i ampere, 
and thus by Ohm's law — 

In above table E is found for each piece in the circuit by the 
voltmeter, and the current is indicated by the ammeter, so that we 
can tell their resistances at once by dividing by the current. 

Having measured everything, the experiment may stop, the plates 
in the cell removed and weighed ; and if the time during which the 
current flowed through has been carefully noted in seconds or 
minutes, it will be found that copper at a certain rate has been 
carried across for every second current has been on. If the current 
has been flowing for an hour and the ammeter correctly indicates 
I ampere, then there should be 0.00295 pounds of copper dissolved 
from one plate and deposited on the other. 

The plates should be about 3 inches by 2 inches, immersed, and 
if set up as directed for a copper voltmeter it will be an interesting 
result to weigh the plates to check the ammeter's correctness. 

In this experiment the distribution of the electric pressure is the 
point to observe. It is portioned out simply in accordance to the 
resistance of each piece, and the current depends on the total resist- 
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ance of all the lot. !f the resistance of any part changes then the 
current drops, and the pressure on all the pieces also drops. To 
impress this on the mind, let the lamp be replaced by a piece of 
short copper wire and the current put on again, and a table of the 
pressures across the parts or pieces in the circuit be again taken 
and the current read. 

It will be found the current has increased in proportion to the 
decreased resistance of the whole circuit, and the pressure on the 
remaining pieces has been increased also. 

In the second experiment (Fig. 47) to be made the tests must 
be made on a parallel system. Take two cells of the battery in 
series, and from the wires a b connect the resistances and the lamp 
in parallel, and the voltmeter in parallel, the ammeter in series. It 
will be noticed that wherever the voltmeter may be coupled across 
between the mains the pressure is the same. Disconnect the resist- 
ances, the pressure is still the same ; take off the lamp, pressure is 
still the same. But look at the ammeter ; every change made tells 
there now. When both resistance and lamp is on the current may 




Fic. 47. — Eiperimenlal Parallel Circuit 



be 2 amperes, with one of them on i ampere, and by varying the 
resistances any current between i and 2 amperes obtained ; yet the 
voltmeter remains steady at 4 volts. 

I n the series system, if the pressure is constant at the ends of the 
circuit, the current varies with any change in R throughout the 
whole circuit. 

And as in practical series systems every piece in the circuit is 
designed to take the same constant current, it is necessary, if we 
reduce the number of pieces, to also reduce the pressure, so that the 
current may be constant 

In the parallel system the pressure remains constant whatever 
changes we make on the pieces, and each piece is totally independ- 
ent of the others. All the pieces, lamps, or motors are made to 
work with the same pressure, but may be made for any current, 
lamps taking 20 amperes working peacefully alongside of one taking 
half an ampere. 

The third experiment is made to demonstrate the fall in pressure 
in wires and the benefits of high pressure. 
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Ohm's Laws 

We have seen that the pressure is lost as the current passes 
through anything in proportion to its resistance, strikingly shown in 
the tests on the series system. For instance, we saw that the 
resistance of the spiral and zigzag caused a fall of 5 volts, that being 
the pressure measured between their two ends, with i ampere flow- 
ing; if we raised the current to 2 amperes we would find 10 volts 
of difference, R being 5 ohms and C 2 amperes. 

But let us consider the matter from a power or energy point of 
view. In the first case, 5 volts X i ampere gives 5 watts lost in 
that resistance. 

In the second case, 10 volts x 2 amperes gives 20 watts, so 
that, while we have doubled the current flowing, we have four 
times the loss of energy in the resistance. 

Hence we say that the loss in a wire or resistance is as the 
square of the current, which is quite true, but somewhat misleading. 
In fact, as we have just seen, the loss is directly proportional to 
C X E or the watts. 

We doubled the current by doubling the pressure ; hence the loss 
is as the square of the current. 

But we could double the current without doubling the pressure, 
that is, by halving the resistance — 

.-SS; -'=""?"«• 

Here the loss is 5 x 2 = 10 watts. 

The question is this : we have to deliver so many watts of electri- 
cal energy through a wire to a distant point, not current nor pressure 
alone — we want something with horse-power in it. The wire has 
resistance which absorbs power ; the smaller the current the less the 
loss, as it is equal to C^ X R. 

Hence, we get the same power delivered with less loss if we 
use a smaller current and a larger pressure. 

Watts «= 746 may be sent along under 746 volts pressure, la 
which case i ampere would be required. 

And as the 746 volts and i ampere are wanted all at the far 
end, there must be at the near end as much more pressure as will 
overcome the wire's resistance. We will suppose the wire to have 
50 ohms resistance, there and back ; it will then take 50 x i, or 50 
volts, for the wires, so that the dynamo would require to have 796 
volts pressure to supply this current at the far end. 

If we required 2 amperes delivered by the same wire, the 50 
ohms of wire would require 100 volts of pressure, 7464-100 = 846 
volts, to squeeze the 2 amperes through, and the loss would be 100 
volts with 2 amperes, or 200 watts, while with i ampere the loss is 
50 watts. The loss is as the square of the current in the same wire. 

But suppose we increase the pressure instead of increasing the 
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current. We increased the current from i to 2 amperes, doubling 
the power delivered with four times the loss. Now let us again con- 
sider the current at i ampere, and double the pressure to 1492 
volts at far end, the loss on the wire will be the same as at first, 
50 volts, which added to 1492 + 50= 1542 volts at dynamo end. 

The loss in the first case is 50 on 746, in the second case 50 on 
1492; by doubling the pressureVe deliver twice the power with the 
same loss in pressure. 

Suppose we double the pressure and half the current, that is, 
deliver the same power by same wire as in first case, then 0.5 
amperes X 50 ohms= 35 volts required for the wires alone. 

The loss in watts in first case — 

50 X I = 50 watts = power delivered watts = 746 
The loss in watts in second case — 

100 X 2 = 200 watts = „ „ =1492 

Third case — 

50 X I = 5owatts= „ „ =1492 

Fourth case — 

0.5 amperes x 25 volts = 12.5 watts = ,, ,, = 746 

These results we get by using volts and amperes and ohms ; but 
we could arrive at same results on the C^R theory : — 

First case, . . i* x 50= 50 watts lost. 
Second case, . 2^ x 50 = 300 ,, ,, 
Third case, . . i^ x 50= 50 ,, ,, 
Fourth case, . 0,5^X50= 12.5 „ „ 
It seems immaterial what formulce is used, but there is a difference 
in methods although not in results. 

In the second case, although we have squared the loss in the 
wire, we have twice the power delivered, so that the loss per horse- 
power delivered is only doubled. In the third case we have doubled 
the power delivered without increasing the loss any at all. 

In the fourth we get the same power as in first case at half 
the loss. 

Any wire should be worked at a certain density of current, 1000 
amperes per square inch for short lengths and less for longer ones. 

So that if we have a wire capable of carrying 10 amperes, it 
should be worked as near that current density as possible, and to 
get most power out of it the pressure should be as high as possible. 
At 746 volts it would carry 10 horse-power, at 1492 volts 20 horse- 
power, and so on ; to these pressures always adding that required 
by the wire itself. 

Take two wires of i ohm resistance, capable of carrying 2 
amperes, attach them to three of the Silvertown cells or ten Edison- 
Lalande, and to their other ends attach the variable resistance 
spirals. And take the volt and ampere readings with various cur 
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Loss of Pressure 

rents at various points in the circuit ; make the resistances so that 
2 amperes pass through the circuit ; mesisure the volts across the 
terminals of the battery, then across the terminals of the resistance 
in circuit ; their difference will give the loss in the wires at that 
current. The reading at the battery end is the full pressure of the 
battery externally ; the reading at the resistance is the available 
pressure for work at that end. 

The circuit consists of two wires of i ohm each, and the resist- 
ance might be i ohm also ; total, 3 ohms (external resistance). And 
the battery may give, say, 6 volts, so that total current - = 2, 
These figures are all to be found by measurement ; those quoted 
are only instances of what might be. The student should measure 
and find how much pressure is lost in each part of the circuit, the 
leads, and the resistance ; and taking the full pressure at the battery 
when current is flowing, should calculate how much is lost in the 
leading wireSj and how much is left for work on the resistance at 
far end. 

A model three-wire system is also instructive. With the low- 
pressure battery 6 volt lamps may be used of one candle-power 
each, the battery divided into two series of five each. Couple the 
ammeter into the third wire between the first lamp and the junction 
of the two halves of the cells, and note the readings when lamps are 
turned off one by one on either side. Eight or ten lamps will be 
required. 

Other experiments will suggest themselves, but in all experi- 
ments carefully calculate what currents and pressure you purpose 
using, and keep them within the capacity of apparatus. 

In using an ammeter it must always be connected in series with 
the circuit ; an examination of the various diagrams shows this 
invariably. Ammeters have been accidentally connected in parallel 
with other apparatus in a circuit with disastrous results, as they are 
of low resistance and take an immense current if subjected to the 
full pressure. When connected in series they are subjected to a 
pressure only proportional to their resistance and the current passing. 

Thus an ammeter for 50 amperes may have a resistance of 
0.05 ohm, and as 

C X R = E, 50 X .05 = 2. 50, 
2.5 volts would be the highest pressure between its terminals when 
in series with 50 amperes flowing. 

The terminal pressure of the circuit might be 100 volts, so that 
if the ammeter were accidentally, or otherwise, connected across in 
parallel, it would get current, according to Ohm's law, equal to 

— , = 2000 amperes. 
It would practically never get such an immense current, for several 
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other things would happen : first, the meter would be burnt up, its 
coils in all probability melted, or the safety fuses or cut-outs would 
be blown out. 

There is a class of ammeters working on the principle of Ohm's 
law which may here be described so far as that law applies to them. 

We ha\e seen by our experiments that the voltage or pressure 
at the ends of a resistance is strictly proportional to the resistance 
(see Tables of Tests) and current flowing. 

Hence, if we connect a voltmeter with its wires attached one to 
each end of a resistance, the readings of the voltmeter will be strictly 
proportional to the current, and the voltmeter may be graduated 
and marked to read amperes. 

This is a very convenient construction for large currents, for it is 
extremely difficult to put in wires heavy enough to carry hundreds 
of amperes in a meter. 

The resistance R is in series with the current in Fig. 48 ; G is 
the generator, and V the 
voltmeter, with its two 
wires attached to the 
ends of the resistances. 

The calculation of the 
resistance is easy. It 
must not cause a serious 
drop in pressure at full 
load, and yet it must 
have enough resistance to show an appreciable difference of 
pressure at Ath or Ath of full current. 

Assume the permissible drop in pressure in the resistance at 
full load to be fixed at 2 volts for a current of 200 amperes, what 
should R be ? 

E is 2 volts, C = 200 amperes ; I 

— = 0.01 ohm would be the resistance required. 

What would then be the pressure at the ends of this resistance 
rhen 20 amperes flow through it ? 

E = C X R = 2o X .01= 0.2 volt. 
This clearly proves that the voltmeter would require to work 
•ith a range between 0.2 volt to 2 volts ; and it would read correct 
amperes if we multiplied the scale readings by 100. This method 
of measuring current is called a shunt, as the current is in part 
shunted past the meter. 

Voltmeters are always connected with one wire to one point, and 
another wire to another point, between which pressure is to be 
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Resistance Tests 

measured. I f we wish to measure the pressure of a dynamo, we put 
the wires one in each terminal ; but we must be careful to select a 
voltmeter which we know will read up to the expected voltage or 
pressure. We must not put an instrument designed to read up to 
lo volts only, upon a loo volt circuit ; it would be burnt up. 

Enough has been shown to prove the value of Ohm's laws, and 
the student should spare no time and trouble to understand these 
examples, so that, when given any two of the factors E, C, R, he can 
always calculate the third. 

With an ammeter and voltmeter he can get to know what E and 
C are in any circuit. 

Suppose in an electrical circuit running all day there is a motor 
with a faulty resistance in series, and it is desired to replace the 
resistance, and it is required for that purpose to be known what its 
resistance is, without stopping the motor or taking out the resistance, 
all that is required is to take the value of the current flowing in the 
motor by an ammeter, easily put in without stopping the motor, 
and then by a low-reading voltmeter connected to the two ends of 
the resistance find the pressure E. Thus we have found the E on 
and the C in the resistance to be calculated out, 

and R = § = J =0.5 ; 
if E were 5 volts and C 10 amperes, the resistance must be -^ = 0.5, 
or i an ohm. 

Without Ohm's laws the electrical engineer would be helplessly 
lost to find out anything about his circuits. 

In practice it is E and C that are usually measured, and R 
calculated. 

Note also that when resistances are in series, their pressures are 
added to find the total pressure required to send current through. 
But if we put resistances, motors, or lamps in parallel on a circuit, 
the total resistance is reduced by each parallel. 

Thus when a circuit divides into a number of parallel branches, 
the joint resistance of the lot is obtained by two methods. If 
there are two parallel branches, A and B, then their joint resistance 
is equal to 

A+B = ^' 

thus A may be 5 ohms and B 10 ohms ; then, 

^-^— =^= -iA ohms, total combined R, 
5 + 10 15 J -3 ' 

their joint resistance. 

Another method is to measure each branch separately, and add 

the reciprocals of the numbers so obtained, the sum being the 

reciprocal of the number giving their joint resistances. Take three 

circuits in parallel with 2, 5, 10 ohms resistance. 



Resistances in Parallel 

; reciprocal of a number is i divided by tliat numbers- 



Joint reciprocal 0.8 

The number corresponding to the joint reciprocal is A= r.25 
ohms total resistance, and so for any number of parallels. 

If we had all the parallel connections equal in resistance, as we 
have in a group of incandescent lamps of equal power, then we 
simply divide the resistance of one lamp by the number of lamps. 

Thus if we had fifty lamps in parallel, each of 150 ohms, their 
total resistance would be '- = 3 ohms. 

Adding lamps or motors in series multiplies the resistance in a 
current. 

Adding lamps or motors in parallel divides the resistance by the 
number added. 

For mixed circuits, tables of reciprocals of numbers can be used 
in calculating the total resistances very conveniently. These tables 
are so common that we do not here include them. Pocket-books 
for electrical engineers, such as Prof Jamieson's and Geipel and 
Kilgour's, are full of these tables for all purposes. 

To recapitulate, the current is the quantity of electricity flowing 
in any circuit ; it is measured in amperes by ampere meters, which 
indicate the quantity flowing ; it is represented symbolically by C. 

Pressure or voltage, or electro-motive force, is represented by 
E in formulae; is measured in volts by voltmeters. When we 
examine an electric circuit in which current is flowing by means of 
a voltmeter, we find the pressure is distributed over the circuit in 
proportion to the resistances of the various parts. Thus, if we 
apply the voltmeter wires to two sides of a lamp, one to the positive 
terminal and one to the negative terminal, a difference of pressure 
is shown. It may be an arc lamp taking, say, 50 volts between 
the terminals, and it may have a current of 10 amperes flowing, 
in which case its resistance will be ^- = 5 ohms. The circuit, how- 
ever, may have at its terminals 65 volts, so that a resistance to absorb 
15 volts pressure must be put in series with the lamp; to absorb 
15 volts at 10 amperes, we require J^= 1.5 ohms in this resistance. 

These pressures have been called " potential differences." that 
is to say, the " potential difference " between the main wires is 65 
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E.M.F. and P.D. 

volts, between the ends of the resistance 15 volts, between the arc 
lamp terminals 50 volts. Hence some writers use P.D. as aeon- 
traction for Potential Differences at any points in a circuit. 

Reverting to the tests on the series circuit, the P.D. between 
the lamp terminals would be 4 volts, the P.D. between the ends of 
the resistances 5 volts, P.D. between the plates in the cell 1.75 volts, 
and the P.D. between the terminals of the battery 12 volts. 

Now there is no difference in the meaning of the words P.D., or 
Pressure, or Voltage, between two points in a circuit. There is a 
difference, however, between the meaning of these terms and 
Electro- Motive Force, shortly written E.M.F., and P.D. 

E.M.F. is the total pressure in the whole circuit. 

The cells, for instance, have 2.08 pressure or P.D. between the 
terminals when no current is flowing. The E.M.F. is equal to the 
P.D. or pressure when no current Hows; but immediately we allow 
current to pass the P.D. at the terminals falls, because although the 
E.M.F. is still 2.08, some of it is employed inside the cell to drive 
the current through the cell itself, lowering the terminal P.D. 

Hence it is necessary to distinguish between P.D. or pressure 
and E.M.F., for while P.D. may be varied at pleasure, the E.M.F. 
which causes the pressure may be, and generally is, constant. 

In dynamos the same thing occurs. A dynamo of ordinary shunt 
or separately excited type has a constant E.M.F. if the speed is 
constant and the tield-magnet constant ; but the P.D. at its termi- 
nals falls as current is put on, due to the E.M.F. being used up in 
the inside of the machine. 

It is the same in hydraulics. Water may have a height which 
produces 100 lbs. pressure per square inch on the end of a closed 
long vertical pipe ; but if the water is allowed to flow, the pressure 
will no longer be proportional to the height, but will be less. The 
height which causes the pressure is hydraulic motive-force ; the 
pressure, the P.D. 

The E.M.F. of a battery or dynamo, or other so-called 
electric generator, is given at the terminals only when little or no 
current flows ; and the P.D. varies as the current. 

It may be said that many dynamos can be seen at work with' 
a constant P.D. at the terminals whatever the current taken; in 
fact, some dynamos increase in P.D. the more current taken from 
them. 

These apparent contradictions are only proofs of the theory, for 
in constant P.D. generators some device is employed whereby the 
E.M.F. increases as the current increases, and hence the P.D. is 
kept constant by this e.\tra E.M.F.; and in cases where the P.D. 
actually rises with increase of current, the E.M.F. is increased in a 
greater amount than necessary to overcome the internal resistance. 
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Resistances are not always the same in kind. Th' 
resistance of metals and other conductors is called "ohmic 
resistance, to distinguish it from other resistances. 

Ohmic resistances convert the electrical energy into heat. An 
ohmic resistance reduces the current by wasting the pressure inside 
itself, and being heated thereby much in the same way as a mechanical 
brake acts. A brake applied to a wheel driven by power wastes 
the power and becomes heated ; the amount of heat being the 
■measure of the power wasted. 

In an electric resistance the heat generated is equal to the watts 
passing through it — CxE, E being the P.D. at its ends and C 
the amperes. In other words, the heat is proportional to the C°R 
rule if we take current and resistance only into account. 

On this principle of heat conversion in a conductor many of the 
electrical engineers' appliances work. Arc lamps, incandescent 
lamps, electric welding, and other apparatus operate simply by 
converting electrical energy into heat. Ammeters and voltmeters are 
made working on the principle of heating conductors by electricity. 

Electricity all too readily runs down to heat and is so lost, for 
no known process can reverse the action, that is, convert electricity 
back from heat with any economy. 

Electrical energy may be expended in heating ; in electro- 
magnetic motors giving motion to machinery ; in lamps giving 
light ; in chemical action in cells giving metals and chemical 
compounds. But however expended, the amount can be measured 
in watts by finding the current and P.D. acting from terminal to 
terminal ; these multiplied together give the power in watts. One 
watt is equal to 44.25 foot-lbs. per minute. 

The mechanical horse-power is equal to 33.000 foot-lbs. per 
minute, or 550 foot-lbs. per second, the watt being equal to 
0.7375 foot-lbs. per second. 

It is with these figures always easy to calculate the work done 
in any circuit or any part of a circuit, simply by measuring E and C. 
And E X C X 44. 25 will give us the foot-lb. per minute, from 
which it is easy to find the mechanical work done in horse-power — 

^^=746 watts. 
44-5 I 

Mechanical horse-power = 33.000 foot-lbs. m 

Electrical horse-power = 746 watts. H 

746 watts being also = 33,000 foot-lbs. ' 

A few tables of resistance metals and useful data regarding cir- 
cuits of wires are here inserted by kind permission of Messrs. 
"W. T. Glover & Co. 

The data and numbers are exceedingly useful in selecting wires 
to make up any given resistances. Manganin and rheostene 
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Useful Tables 

Messrs. Glover & Co.'s special resistance metals. Also for copper 
coils for voltmeters, ammeters, motors, and dynamos. 



Table I. — Resistance Metals 



Size. 


Diameter. 


Yards 
per lb., 
bare. 


Iron. 


Birmingham. 
W.G. 


Inch. 


M/M. 


Ohms per lb., bare. 


U 


.083 


2.1082 


16 


.457018788 


15 


.072 


1.8290 


21 


.80637168 


16 


.065 


I.6510 


26 


1.2 1 504620 


17 


.058 


1.4732 


33 


I.91661780 


18 


.049 


1.2446 


46 


3.7623852 


19 


.042 


1.0668 


62 


6.9703056 


20 


.035 


.8890 


90 


14.4550544 


21 


.032 


.8130 


108 


20.6845644 


22 


.028 


.7110 


140 


35.2883328 


23 


.025 


.6350 


176 


55.5252168 


24 


.022 


•5590 


228 


92.588244 


25 


.020 


.5080 


275 


135.558312 


26 


.018 


.4570 


340 


206.612868 


27 


.016 


.4064 


430 


330-953412 


28 


.014 


.3556 


562 


554.592464 


29 


.013 


.3302 


612 


759.40944 


30 


.012 


.3048 


765 


1045.97832 


31 


.0115 


.2920 


833 


1247.355 


32 


.0110 


•2793 


910 


1490.081856 


33 


.0100 


.2540 


IIOI 


2003.33004 


34 


.0095 


.2412 


1220 


2678.473296 


35 


.0087 


.2209 


1455 


3808.06272 


36 


.0079 


.2006 


1764 


5601.093 


37 


.0073 


.1854 


2066 


8134.59264 


38 


.0068 


.1727 


2381 


10202.076 


39 


.0063 


.1600 


2774 


13849.02084 


40 


.0058 


.1473 


3273 


19277.796 


41 


.0050 


.1269 


4405 


34904.952 


42 


.0040 


.1016 


6880 


85166.96 


43 


.0030 


.0760 


12256 


281417.916 



Table II. — Manganin Wire. 

Current giving 212* Fah. (100* C.) rise in temperature above the surrounding air. 
These figures are correct only for wires stretched in a horizontal position and 
freely exposed to the air ; when placed vertically or when coiled an allowance 
should be made. 



Amperes 



15 12 10 9 8 



52 



S. W. G. 


No. 8 


9 10 11 


12 


13 14 


Amperes 


60 


50 40 35 


30 


25 20 


S. W. G. 


No. 15 


16 17 18 


19 


20 81 
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Table III. — Resistance Metals. 



GermBn Silver Wire. 


Manganin Wire. 


Siie. 


Ohriuperlb..bare. 


Approrimwe 
obrosfwrlh., bare. 


Birmingham. 




1-7 




1. 7=43 "68 






2.5982120 


4.6 




4.0984280 


7.2 




8.045352 








26.3 




30.9065 


55 




44-^3' 






75-459 


133 


















512 




+41.813 


780 




707.699 


1249 


""l 








1613.8941 




29 




3948 


30 


2667.3 






3186.34 


5624 


32 


4283.8s 


7561 


33 


5727-55 
8143.0 




34 


•4372 


35 


1 1977.2 


21440 




17406.8 


30721 


37 


31815.8 


38505 


38 


39614-3 


52170 


39 




72760 








41 


182117.6 






601774-2 


10631DO 


43 



Table IV, — " Rheostene" Wire. 

Particulars of Reiistana, Current Capacity, Sr-c. 



. 


Ohms 


50- C. R. 


rfinTemperaluri!. lie 


3-C. R 


se m Tem 


perature. 15. 


>" C. Rise ID l'emperaliirc| 


Ohms 


Amperes; 


Walts C 


hm! 


Amperes 


W-llts C 


hms 


Amperes 


Watts 




is-s-c. 


per yard 








giving a 


































65-5° C. 


SO-C. 


per yard, 11 


.^C. 




per yard. 16 


5-5" L-. 


.SO'C. 


per yard 


8 


.0541 


rf>S7I 


2a I 


23.1 


c6ol 


330 


65-S 


0631 


39-0 


0.O 




.0669 


.0706 


17.8 






28.1 


58.6 


3780 




90.0 




.084.; 


.0890 






WI8 




48.75 


0984 


27.8 


76.0 




.1024 




13-2 




in7 


19.6 


43-70 


119 


23.7 


66.7 






.n6 




17-4 
















.1646 


.174 


9-4 




lai 






192 




52.8 


14 


.2180 


.230 


7.6 


13-3 


242 




32.55 


254 


13-9 


49.0 


'=: 


.3670 






12,7 


296 




29.60 


1" 


12. 1 


45-5 




■3382 












27.90 








17 


^06 


.46? 


4.7 


10.3 


4Bq 


7.20 


25 4 


513 




39.7 






.6^4 


4.0 


lais 




5-93 




700 




37.8 


19 


.8677 


•9' 5 


H 


9.38 


961 


4.80 






5-91 


35-3 






i.>3 


2.84 


9.12 


119 


4-25 


21-5 1 


24 


5-25 


34-2 


21 


1.3528 


1-43 


2.5 


8.94 I 


50 


3.75 




59 


4.61 


33-8 




Useful Tables 

Useful Formula, &£. 
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; is about 8.9 at 60* Fahr., 



Pure copper weighs 555 lbs, per cubic foot 

The Specific Gravity of pure annealed copper ? 
I^g- ■9439<J' 

The Specific Resistance of pure copper, or the resistance of a cubic centimetre 
at o° C or 31° Fahr. = . 000001642 ohm., Log. 6.2153732, and of a cubic inch at 
32° Fahr. or o' .C. =.00000064, ohm., Log. 7.8061S00. 

The resistance of pure copper varies wiih the temperature .215 per cent, per 
degree Fahr. or .3S7 per cent, per degree Centigrade, 

Stranded Wires. — A stranded conductor of given length is of greater weight than 
an equal length of the same number and size of wires unsiranded, and also has a 
greater area than the same number unstranded. 



I Mil. 



.001 inch, 
d^ inches x .7854. 
dj in mils. 
4i6 = Log. .4971509. 



Sectional area in square inches = 
„ circular mils. = 

.7854- Log, 1.8950909. 3. 

To convert — 

Mils, to millimetres multiply by ■02539954- 

Inches to millimetres „ 25 39954- 

Square inches to square millimetres „ 645.137. 

Cubic inches to cubic milhmetres „ 16386.18. 

Yards to metres „ .914383. 

Miies to kilometres „ 1.6093. 

Pounds to kilogrammes „ ■4S359- 

MilHmelres to mils. „ 39'37o8. 

Millimetres to inches „ .0393708. 

Square millimetres lo square inches „ .00155006. 

Cubic millimetres to cubic inches „ .000061027. 

Metres to yards „ 1.09363. 

Kilometres to miles „ .62138. 

Kilogrammes to pounds „ 2.204621, 

The resistance of any pure copper wire at 60° Fahr. or 15.5° Cent. 
Ohms per mile = . 0430597564 divided by area in square inches. 
Ohms per yard = .00002446577 divided by area in square inches. 
Ohms per kilometre = 17.260152 divided by area in square m/ra. 
The weight in lbs. per mile of any pure copper wire — * 

lbs. per mile = area in square inches multiplied by 20350. 

lbs. per yard = area in square inches „ 11,5625. 

Kilogrammes per kilometre — area in square m/m „ 8.89214. 

• A wire d. mils in diameler weighs rJ- Itis. per mile. 

Table V. — Relalive Resislances and Weights of Various Metals 
and Alloys as compared with Pure Copper at 60' Fahr. or 
15.5' Cent. 



Ire 



Platin 



Ag, ) 



va Silver 

urn Silver (2 

.Pt.) . . . .S 

Manganin (inanganese, nickel, j 

copper) approjc. . . .> 

Hheostene .... 



6.356 
12437 
14.465 



.8666 
■9549 
1423 



•7% 

■044% 

■031% 



.0058S 



I 

I 



I 
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CHAPTER III 

PRACTICAL ELECTRICAL MEASURExMENT— VOLT AND 
AMMETERS 

In this chapter practical electrical measurement forms the main 
theme, with details of the instruments, ammeters and voltmeters. 

Only by measurement can much be learned about electricity; 
not being a substance which we can handle, we are compelled to 
examine it by measuring and observing its effects. 

The electrometer renders the effects of pressure and charges of 
electricity visible, and the Branly tube detects, and renders audible 
and visible, evidence of electro-magnetic induction currents of ex- 
ceedingly small magnitudes, thus making wireless telegraphy pos- 
sible. The magnetic needle and electro-magnetic coil and the 
electro-magnet show us the effects of dynamic electricity ; and 
the telephone is another exceedingly sensitive instrument in which 
very slight electrical effects can be detected by the ear. The 
electrician's instruments are many and diverse, but when we come 
to reduce them to a series of classes, they appear very simple and 
few, and there is ample evidence of a tendency towards a line of 
standard types of measuring instruments. We require to measure 
volts, E.M.F., and P.D. (pressures); also current alternating and 
continuous ; also power or watts alternating and continuous, ohmic 
resistances, impedance, horse-power, and efficiencies. 

The instruments for measuring electric pressures are based upon 
the following principles : — 

1. The electrical condenser, in which an electrified movable plate, 
vane, or needle is attracted by a fixed plate or plates — the gold-leaf 
electroscope being the simplest and earliest form. Instruments 
on this principle are called static instruments. 

2. The expansion of a wire heated by the current produced 
by applying the electric pressure to its ends, hot-wire instruments, 
and instruments in which air is expanded by the heat produced. 

3. The electro-magnetic effects of coils on coils of wire, of coils 
on iron cores, coils on magnets and magnetic needles. 

This last class is exceedingly numerous. It includes the cheap 
instruments demanded by the contractors for installation work, who 
require an instrument not necessarily absolutely correct, but as a 
guide or indicator as to the volts and amperes in the circuits in 
small installations and isolated plants. They range in price from 
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Classification of Instruments 

fifteen shillings to two guineas ; are of exceedingly simple con- 
struction, especially when to be used on a steady current glow-lamp 
circuit. For motor work and arc-lamp circuits dead-beat instruments 
are necessary. In cheap instruments this is furnished by using an 
oil dash-pot to steady the needle. To this same class belongs also 
the fine accurate Kelvin balances, the Siemens dynamometer, the 
moving coil instruments on De Arsenvall's types, the ballistic and 
reflecting galvanometers. 

The second types are eminently suited for ordinary engineering 
purposes, and have a considerable advantage in being correct on 
either continuous or alternating circuits, are dead beat, not affected 
by magnetic fields, and altogether for everyday shop-work are 
admirable types of instruments. 

The first class of instruments are only for pressure measure- 
ments, are accurate on either alternating or continuous pressures, 
and have no appreciable errors due to heating or to external 
magnets. This type of instrument has been sedulously cultivated by 
Lord Kelvin. 

In the foregoing classification the classes are distinguished by 
the nature of the moving forces — static, dynamic, and thermic. But 
we must further subdivide them according to the nature of the 
controlling forces ; the electric forces acting must be opposed or 
controlled by some other forces in all measurements. Thus we 
have instruments in which weights oppose the motion produced by 
the electric forces, instruments in which springs oppose the motion, 
and torsion wires, and magnets, and the earth's directive magnetic 
force. Thus we get gravity, spring, torsion, and magnetically 
controlled Instruments. 

Controlling or opposing weights are used in two ways — weights 
swinging on an arm describing an arc of a circle, and weights in 
which the force required to lift the weight round the circle is 
approximately as the sine of the angle of deflection of the weight ; 
and weights can be used in a balance to balance the electric forces. 

Springs of all kinds are used — flat springs, spiral springs, hair 
springs, coach springs, all opposing the electric forces proportionally 
to the degree of deflection, stretching, or torsion ; then we have the 
torsion wire, which practically Is a spring. 

In magnetically controlled instruments we have permanent steel 
magnets producing a pull or directive force on a needle, or opposing 
the motion of a coil, and in delicate Instruments we use the earth's 
magnetic field to oppose the forces to be measured ; and for the 
most refined measurements we employ astatic needles, so that the 
earth's controlling power is reduced to a very small value. 

In Fig. 49 we have an example of a balance by which we can 
measure by means of a weight in which two fixed coils carry a 
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Fic. 49 



known current ; while a movable coil between them carries the 
current to be measured, entering by mercur)' cups, the upper fixed 
coil repels and the lower coil attracts the movable coil, so that weights 
must be added to the scale pan until balance is obtained, when the 

weights will be propor- 
tional to the current in 
the movable coil, with 
a constant current in 
the fixed coils. 

In Fig. 50 we have 
an example of the 
weight moving in an 
arc of a circle and at- 
tached to the arbor of 
a meter. 

And Fig, 51 is a 
diagram illustrating the laws of this moving weight. Suppose 
we have a pulley P, over which a cord hangs carrying two 
equal weights A and B, just enough to keep the cord laut ; a 
third weight is hung on the periphery of the pulley at e; it is 
obvious that the weights will naturally take up the positions 
shown by the black lines, C being perpendicular to the centre. If 
we add weight to B, C will be gradually lifted, and the thread T 
carrying it will travel along the scale S, and we will find that when 
thread T coincides with Tj that we have added just the weight 
equal toCto the scale pan on B. But the thread T does not travel 
across the scale at the same rate for equal weights added. At the 
start a small weight sends it along 
along distance, while as the weight 
rises it takes more and more added 
weight to move it : the movement 
is as the sine of the angle of deflec- 
tion. If we draw lines at equal 
angles apart from the centre to the 
circumference, and drop perpendi- 
^'°' ^° culars to a scale as at S, the divisions 

thus obtained will give the distances moved through by the thread 
T for equal increments of weight. The resistance of the weight to 
the moving force is very weak at first, and gradually increases up to 
the full weight of C As the divisions become very close on the scale 
after passing 50° from the perpendicular, the range is limited to about 
60° deflection In all instruments using a controlling weight. Fig. 
52 is an illustration of an instrument for testing the torsional elasti- 
city of wires. The wire is caught in a clamp at the upper end, and 
stretched by a lead ball at the lower end carrying a pointer over a 
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Controlling Forces Weights 

circle graduated ; the force required to twist the wire so that the 

needle passes to an angle — the angle of torsion — is the force of 

torsion. 

If twisted and let go the pointer oscillates synchronously, that is, 

like a pendulum ; the swings decrease 
in angular distance but increase in 
rapidity until they die out. The laws 
of torsion found in tliis way by 
coloumb are : — 

1 . The angle of torsion is propor- 
tional to the force of torsion applied. 

2. With same force of torsion, and 
with wires of same diameter, the 
angles of torsion are proportional to 
the lengths of the wire. 

3. The same force of torsion being 
applied to wires of same length, the 
angles of torsion are inversely propor- 
tional to the fourth power of the 
diameters. 

The laws of torsion are given in 
the formula — 

W=^^'xK, (1) 

where K is a constant for each different material ; W, the angle of 

torsion ; F, the applied force ; /, the length of the wire ; y, its 

diameter. In lead, for instance, K is 

about equal to zero, very high in all hard 

metals, phosphor bronze, steel, hard drawn 

iron, silver, glass, and highest of all in 

quartz fibre — a fibre ingeniously produced 

by Prof Boys by melting a bead of quartz, 

attaching it to the feather end of an arrow, 

which is shot from a bow at the moment 

of fusion. The arrow draws out the melted 

quartz into a long fine filament during its 

flight. 

In practice steel wires or phosphor bronze 
wires are used. 

A spiral spring when drawn out follows 
the same laws, for the wire of which it is 
made is subject to torsion when the spring 
is extended. 

A spring like the main-spring and hair-spring of a watch is 
.■^9 




WUl'lllM i 



Fir. 51 




Controlling Springs 



I 



subject to flexure, like a straight spring bent over. The laws 
of flexure springs are represented in the formula — 

E-I^. (2) 

where w is the force ; /, the length of the spring from the point of 
the application of the force to the grip ; b, its breadth ; h, its 
thickness ; and », its modulus of elasticity ; and E is the 
amount of flexure. 

A peculiar spring, invented by Messrs. Ayrton & Perry 
for measuring' purposes, is made up of a hard metal ribbon 
wound into a spiral. If such a spring is fixed at one end, 
and extended by force applied to the other end, it unwinds, 
and a pointer on the free end describes a circle, the angle of 
rotation being proportional to the force applied. Fig. 53 
represents a piece of this spring, and Fig, 54. a diagram of 
an instrument with such a spring carrying at its lower end 
an Iron core dipping Into a solenoid ; on passing current the 
core is pulled down and the spring unwinds in proportion to 
^'°- 53 the pul|_ and moves the pointer to a proportionate angle. Such 
A??i"* If instruments, invented and designed by Messrs. Ayrton and 
A^rai'tr Perry, are very accurate and have a fairly long range. A 
carbon ribbon twisted up in the same shape, and carrying a 
pointer, will untwist on being heated by a current passed through 
the spiral, and can therefore be employed on 
the hot-wire principle. 

In Figs. 55 and 56 we have e.xamples of the 
flexure spring control. The spring Is like the 
hair-spring of a watch, and brings the needle 
back to zero ; a coil C has an arbor centred oa 
jewels, carrying the thin piece of soft Iron B 
and the pointer, and one end of the hair-spring 
Is fixed to this arbor, so that the spring resists 
the torque on the shaft or arbor ; when current 
passes in the coil the thin slip of iron B on 
the arbor Is repelled by the slip A fixed in the 
coil with a force in some proportion to the 
current, and against the force of the spring. 
By this action the travel of the pointer indi- 
cates the current. On this principle many 
manufacturers make instruments ; in fact, it is 
"^"perf T s'^in" '^^ ^^^ favourite type for cheap indicators so 
numerously required In practice. Its chief 
fault as a measuring apparatus is one which is common to all 
Instruments in which soft iron is used — It has a "hysteresis" error. 
This may be explained here as applied to instruments. Soft iron 
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Fig. ss 



Fig, 56 



when once magnetised by the coil does not lose its magnetism 
instantly when the current is cut off, neither does its magnetic 
strength fall in proportion to the fall in current strength in the 
coil; it keeps a small proportion of magnetisi 

This may be better understood by an example. Suppose we 
are using an ammeter in which two 
soft-iron plates repel each other, as 
in Figs. 55 and 56, and we have 
passed 12 amperes through it for 
a time. We now reduce the 
current till the pointer reads 10 
amperes steadily ; let the meter be 
switched off for a moment, and 
switched on again by a short- 
circuiting plug, without disturbing 
the current, we will find that the 
pointer does not come back to 10 
amperes again, and the difference is due to the hysteresis error of 
the instrument. For in the first place we reduced the current until 
the pointer read 10 ; but the iron plates, retainingthe magnetism, did 
not fall in proportion to the fall in current, so that to bring the 
pointer from a higher to a lower reading we had to reduce the 
current more than was indicated by the pointer to bring it to 
In the second place, we 
reduced the magnetism 
by the switching out, 
and upon switching in 
again the magnetism 
of the iron rose to its 
correct value, and indi- 
cated the true current 
10 be 9.5, for instance. 
In soft-iron instruments 
this hysteresis error 
comes in on a falling 
current reading ; hence 
if we lake a series of readings from zero, going up step by step 
to full load, the readings will be correct, but if we take readings 
from full load step by step downwards the readings will be wrong. 
However, by making the Iron plates very thin and very soft — of 
the thinnest annealed ferrotype plate — this error is not serious in 
an instrument to be used as an indicator in a common installation. 
And it is always easy to test it in the above way, by first running 
up the pointer to a large reading, then gently reduce the current 2 
or 3 amperes, then plucf it out and in again ; the difference in 
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Controlling Magnets 

readings before p'ligging out and after plugging in again is a 
measure of the hysteresis error. 

This short circuiting plugging out and in is a method of cutting 
off current from an ammeter only, and must never be attempted 
on a voltmeter. Fig. 57 illustrates the method by a diagram : C is 
a copper coil in this case of one turn in the ammeter, attached to 
two terminal blocks B B' ; these blocks can be coupled by inserting a 
brass plug D in the conical hole P between them, sc that nearly all 
the current goes straight through, and thus by a by-pass carries 
it without going round C. It will be obvious that by this device 
we can cut the current off from an ammeter without interfering 
with the current to any appreciable extent in circuits on no volts 
and upwards. 

This hysteresis error differs, of course, in different instruments 
with soft iron. The design has a good 
deal to do with its amount, the shorter and 
thinner the strip the less hysteresis. In 
the oblate spheroid instrument it is also 
apparent, and in instruments where a soft- 
iron wire attracts or is attracted into 
solenoids. It can be got rid of only by 
using extremely thin soft wires in power- 
ful coils, so that the wire is practically 
I over - saturated at very small loads. In 
I commercial instruments it need have no 
appreciable value, this error; for an ammeter 
used as an indicator need not in most 
cases read down below one twentieth of 
the full load reading, while voltmeters 
usually read only a few degrees on 
either side of a fixed value, and if correct at that value are correct 
for all practical purposes. 

Springs and torsion wires have been objected to on the ground 
that they may alter in time and so become inaccurate ; but long 
experience proves that if properly proportioned to the work to he 
done, any alteration is so minute as to be negligible. A torsion wire 
especially, if not twisted too much, is practically constant for years 
and years. 

A bifilar suspension acts also in the same way as a torsion wirev 
but there is no strain on the filaments except a tensile strain. 

The tangent galvanometer is an example of the control by the 
earth's magnetic field, and the illustration (Fig. 58) shows an instru- 
ment by Ayrton & Perry, with a permanent magnet control, in which 
an oblate spheroid suspended between the poles turns with its longest 
axis from pole to pole. Two coils with their axis at right angles to 
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the magnetic field are the measuring coils : these coils tend to twist 
the spheroid into line with their own axis. The side screws are for 
adjusting the field. 

In the moving coil instruments, so common now, we have three 
elements to deal with : the moving coil carrying 
the current to be measured, the magnetic field 
in which it moves, and the torsion wire or spring 
or weight against which the forces are measured. 
The moving coil is in a uniform strong magnetic 
field. Fig. 59 Is a diagram of this type of instru- 
ment : an iron stationary core is between the 
poles, leaving space in which the field is concen- 
trated for the coil to move freely ; the magnets 
are of steel, and as powerful as possible. In Fig. 
59, which is only a diagram, the central cylinder 
is of softest iron ; the magnet is usually built up 
of a number of thin steel lamina. Such instru- 
ments are very sensitive, but all permanent 
magnet instruments are limited to continuous 
pressure measurements only. 

Hot-wire instruments, like soft-iron instru- '^"" ^' 

ments, have a somewhat limited range ; the heat is generated in the 
wire in proportion to the square of the current, or as C x E, C 
being the current and E the P.D. at the ends of the wire. Hence 
an instrument for, say, 120 volts reads correcdy down to about 20 
volts only, as the heating at the low pressure 
becomes very feeble on a wire long enough 
to stand 120 volts. Properly made and used 
hot-wire instruments have no serious errors ; 
they are dead beat, and are equally correct 
on continuous or alternating circuits for 
measuring current and pressure. 

Electrostatic instruments were the earliest 
of ail electrical measuring apparatus. The 
old gold-leaf electroscope was a high-pressure 
voltmeter, modifications of which are now 
the most successful high - pressure volt- . . 

meters of to-day. In Fig. 60 we have 

the simple electroscope, containing two gold leaves and two earth- 
connected upright rods, to which the leaves are attracted when 
electrified. The lines of force are shown : these lines are like stretched 
rubber filaments, tending to contract and draw the leaves to the 
nearest objects, the rods, in the induction circuit ; but the pull due to 
the force is resisted by the weight of the gold leaves, and the angle 
of deflection is roughly an indication of the electric pressure 
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set up between the electrified stick A and the plate of the 
electroscope B. 

A better design is shown in Fig. 61, wherein there is one leaf 






Fig. 61— Prof. Jamieson'sGold-Leaf Electrometer. Fig. 6 J— Lord Kelvin's Gold-Lcaf ElectronwWt 

laid against a fixed plate, and a scale showing the deflections of the 
leat The cylinder is of cardboard or ebonite, and an earth-connected 
strip of tinfoil or metal 
should be fixed on the 
outside under the scale to 
attract the leaf. A still 
more perfect instrument 
is shown at Fig. 62, de- 
signed by Lord Kelvin ; 
the case is a quadrant and 
the leaf very highly in- 
sulated, with an accurately 
divided and calibrated 
scale from 500 to 5000 
volts. Fig. 63 is a 
further development of 
this type of voltmeter to 
^/ measure up to 100,000 
volts. In this instrument 
a movable plate V is at- 
tracted by a highly in- 
sulated plate B connected 
to the body whose pressure 
is to be measured, and tlie 
attraction is measured by weights N on the beam ; the lines of 
force lend to shorten, and hence the suspended plate is drawn 
lownwards. This same principle is utilised in the electrometer 
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' Static or Condenser Instruments 

shown in Fig. 64, an attracted disc electrometer diagram : the 
disc is hung on a beam balanced by a weight ; the disc is sur- 
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rounded by a ring to guard it from induction from objects around 
it. These actions should always be explained by a diagram of 
the lines of force. In Fig. 65 a plate or disc is shown edge 
view, and is usually represented to have a charge much denser 
at the edge, as shown by the dotted outline ; this, however, 
does not fully illustrate the facts. Fig. 66 shows 
the facts in this case : the bulk of the lines of 
force stream up to the upper disc ; but towards 
the edges they spring aside, so that the density is 
only uniform in the central portion. It will be 
1 obvious that both these instruments are simply air 
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Fig. 67 ■ "^ I 

condensers, the lower plate being the oiie coating and the upper 
plate the other coating, the air the dielectric ; the one coating is 
made movable so that the force attracting it can be measured. 
Following this principle, many designs can be made. Fig. 67 
shows a condenser with the inner plate movable and suspended 
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Kelvin Voltmeters Electrostatic 

on a spring. On charging the outer bent plate the movable plate 
is sucked into the outer one, the lines of force being distended, 
as shown ; pull downwards so as to shorten them. On this principle 
Messrs. Ayrton & Mather make a voltmeter, shown in diagram, 
Fig. 68. The movable coating or plate is carried on an arbor, and is 
bent to the curve described by the radial support ; the outer charged 
coating is also bent to the same centre. On charging the central 
plate is pulled inwards, the pull being resisted by the weight hung 
on the arbor, as shown in the figure. 

Lord Kelvin, who has made this class of instrument peculiarly 
his own, and who originated their practical application, introduced 
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the multicellular type shown in diagram. Figs. 69 and 70. Fig. 
69 shows the well-known electrometer cell with two quadrants 
removed. Normally a torsion wire maintains the paddle B in the 
position shown by dotted line, and when the paddle B is put to 
one pole + and A A, the quadrants to the other pole, the paddle 
is drawn into the position shown by the full lines against the 
torsion of the spring or wire. One paddle and quadrant has but 
a feeble pull at ordinary working electric pressures ; the pull can 
be multiplied to any required extent by multiplying the paddles 
and quadrants. This Lord Kelvin does by the construction shown 
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Hydrometer Instruments 

in Fig. 70 in elevation. A number of paddles are strung on one 
shaft and hung by a torsion wire, W ; these work into a number 
of quadrants, A A. By this means a condenser voltmeter can be 
made to read as low as 50 volts and over a long enough range for 
all practical purposes. Fig. 71 illustrates the complete instru- 
ment, vertical pattern. The paddles and quadrants are clearly 
seen, with the oil dash-pot and arrangements for easily and accu- 
rately levelling and plumbing the instrument on a switchboard. 

These condenser instruments are the most perfect types of volt- 
meters ; they consume no current, have no magnetic nor temperature 
errors, are equally correct on continuous or alternating currents, are 
not affected by external magnetic disturbances. As standard volt- 
meters they approach perfection nearer than any other type known. 

Figs. 55 and 56 represent the cheap form of magnetic spring or 
gravity-controlled meters. They have a large sale, principally for 
small installations, motors, and lamps; for motor work they require 
a dash-pot to steady the needle. Expensive instruments are not 
required, and cannot be afforded in many installations where 
numerous instruments are desirable. In every case of the adoption 
of electro-motors for driving, the owners like to know what each 
motor is doing, and nothing is more pleasing thtm an ammeter and 
voltmeter on each motor ; but at present prices that desirable 
addition is, except in the case of large motors, not possible. The 
author had an installation of over bo motors, ranging from i to 
10 horse-power each, the majority between i and 3 horse-power; 
the cheapest instruments to be obtained would have cost over ^150 
for the lot. 

An instrument based on the hydrometer principle has recently 
been brought out as a cheap instrument. It consists of a glass tube 
containing a saturated solution of a special salt which has a constant 
density. In this solution is sunk a hydrometer which carries a 
thin wire of iron ; over the top of the tube is fitted a solenoid, 
so that the iron wire just enters this solenoid ; on the current 
passing the hydrometer is pulled up, and the extent to which it 
rises is proportional to the current in the solenoid, A scale and 
an index, consisting of a black and white band on the hydrometer, 
indicates Its position, the division line between the black and white 
band being the index line. Fig. 72 shows the glass tube contain- 
ing the hydrometer and iron wire, and Fig. 73 the complete 
instrument. Essentially, this instrument is a coil and iron core 
instrument acting against a weight. 

An old instrument on this principle had a considerable sale 
at one time. About fourteen years ago it was brought out by 
Lalande ; it is shown in Fig. 74. In this case the hydrometer 
floated high in the liquid, which I believe was oil. It had some 
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Hydrometer Instruments 

faults : a short range — which, of course, Is not a fault in most insla!-J 
lation work — a hysteresis error, and an error due to temperatureJ 
altering the density of the liquid. These faults seem to have been I 
overcome In the Atkinson meter. The idea is still older, for iM 
hydrometer meter was described about fifty years a^o by oneJ 
Iremonger. I 

Lord Kelvin has brought out an accurate form of coil and iron I 
core meter with weight reaction. It is shown in Figs. 75, 76, and 77. f 




Fig. 73.— Aain 



Fic. 74 



Fig. 75 is a complete front view, 76 an outline front view, ; 
77 a side view. The wire is hung by a thread over an aluminiumi 
quadrant, and balanced by the weight threaded on the horizontal 
wire on the tail of the quadrant ; the pull of solenoid on the wire i 
opposed by the weight on the down-hanging vertical wire. Th< 
principles of these solenoid and core instruments are worth coifc 
sidering. In Fig. 78 we have a diagram of a solenoid and wira 
To get rid of hysteresis errors, and make the pull on wire equalH 
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Coil and Plunger Instruments 

Rse for equal increments of current, the wire must be 
ietically saturated ; hence it is no use commencing the scale 
jairrent below that which saturates the wire. In the diagram 
kU suppose the current to be sufficient to saturate the wire, 
b is one millimetre sectional area. If it is pure soft iron the 
flux will then be 2000 C.G.S. lines of force passing through 
IJagnetic equator of the wire a, b ; these acxDo lines will cut 
olenoid wires carrying the current; it is this field current carried 
de wire upon which the pull depends. If the wire is long 
thin, this field is constant ; hence any variations in the current 





|e coils will proportionally vary the pull, and its strength could 
dculated if we could find the number of convolutions and their 
•re-turns cut by the flux of 2000 lines ; but this is difficult to 
las the flux spreads out in curves. There is, of course, a strong 
'due to the coil itself riming axially through the coil ; but that 
fcnay be considered only as the magnetising field for the wire, 
jaay be neglected in calculating the pull, as that is given by the 
pf wire, as shown, and the ampere-turns cut by that field. 
fhe moving coil instruments are those in which the core is 
I and the coil moves, referred to before in Fig. 59. In this 
ire can calculate the torque exactly, for the field can be uniform 
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Coil and Plunger Theory 

and concentrated. A common strength of field induction in these 
instruments is 1500 per square centimetre. In a field of this 
strength the pull on the coil can be 
calculated by measuring the length 
wire under the induction in feet. 
Suppose the vertical sides of the coil 
in Fig. 59 to measure i inch each 
average length of wire, and say there 
are 200 turns, that is, 400 inches under 
the induction of B = 1500. And 
suppose further the coil carries 0.05 
ampere, then by formula P 
can find the pull, wherein P is the drag 
in lbs. per foot length of wire, and C 
the current in amperes, B the induction 
in C.G.S. lines per sqr. cm., hence 

^ = 0.015 lbs. 

Moving coil instruments are found 
" , jj to be reliable, accurate, and dead beaL 

They are usually, when made for current 
measurement, wound as voltmeters, and put in shunt with a resist- 
ance, as explained before in Chapter II. The resistance is made up 
of substantial construction, with strong terminals for coupling in 
the current in series with the load. These terminals should be 

made for soldering the 
wires or cables into 
them. As a rule, they 
are made for bolting or 
pinching into the wire. 
An illustration of this 
resistance is here shown 
in Fig. 79. It consists 
of thin plates of high 
resistance metal, the 
plates giving large cool 
ing surfaces. The ter- 
minals TT are massive, 
so that they also tend 
to cool ; but in some 
cases, owing to bad contact between the cables and terminals, the 
resistance is heated, and then the voltmeter reads wrong. Hence 
much care must be taken in using this type of instrument to see 
that perfect contact is made to the terminals. 
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^P Fig. 80 illustrates the Siemens resistances for their moving coil 
instruments. No. i is for currents from 75 to 1000 amperes. It 
has one tier of plates, and two massive bolts and nuts for connec- 
tions. No. 2 has two tiers of plates, for currents from 1200 to 2000 
amperes, and four massive bolts and nuts for connections ; and No. 3 
has four sets of plates, for currents from 2500 to 4000 amperes. 

This shunted moving coil ammeter is of great practical value for 
large currents, for to make ammeters of long range to carry currents 
over, say. 500 amperes, and to connect them up on a switchboard, is 
no easy matter, while to make them portable for currents of large 
value IS almost impossible. 

This system is, however, not practicable except in high voltage 
circuits (circuits from too volts upwards), for If put into low-pressure 
circuits of 5 to 10 volts used for chemical work, the resistance drops 
the whole pressure and current appreciably. This point should be 
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Fig. 80 
borne in mind in using ammeters either on this system or any other, 
that their resistance is an important question, and in specifications a 
test should be made of the drop in pressure across the terminals at 
full load in all large instruments. The moving coil instruments, 
like the coil and iron core Instruments, are equally applicable for 
ammeters or voltmeters, according to the winding of the coils ; but 
the moving coil instrument with the permanent magnet is not 
applicable to alternating current measurement. 

The moving coil instruments of Siemens Brothers are exceed- 
ingly fine and accurate : the permanent magnet A is shown in 
Fig. 81, and B shows the moving coil and pointer mounted in a 
plug for insertion between the magnet poles. 

The electrostatic or condenser instruments are essentially volt- 
meters, and applicable to either continuous or alternating currents, 
especially of high pressure. And the hot-wire instruments are also 
applicable to either alternating or continuous currents, and can be 
used for ammeters or voltmeters. The well-known Cardew volt- 
meter is illustrated here in Fig. 82. A fine wire is strung up and 
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down four times over three pulleys, as shown, making about lo feet 
or 12 feet of wire ; the two ends are fixed, so that a spring pulling 
on the lower pulley draws it down when the wire expands, due to 
the heat generated in it by the current ; the cord connecting the 




I SO turns the pointer. 
;his instrumenL The 
:d by a duplicate wire 
es with the voltmeter. 



Fir.. Ki.— Siemens Brothers' Moving Coil 

wire with the spring goes round a pulley and so turns the pointer. 
Fig- 83 shows the Edison-Swan type of this instrumenL The 
range of readings on the dial can be doubled by a duplicate wire 
in a tube {Fig. 84) being connected in series with the voltmeter. 



r 

^M It is used principally as a voltmeter, but might also be used as an 

H ammeter by coupling across a resistance in the current circuit, if it 

H can be made to work at very low voltages. The instrument is 

^^^ very satisfactory for testing arc lamps and motors of all kinds; 
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Hot-Wire Instruments 

when laid horizontally, it is dead beat and exceedingly sensitive, 
has no magnetic nor hysteresis errors, and is not affected by 
magnetic fields. 

^^S- ^5 illustrates another form of hot-wire instrument invented 
by Major Holden. In the Cardew instrument we measure the Hnear 




Fia 83 
extension of the wire, which is never a great amount in a short length ; 
in the Holden type we measure the sag of an expanded wire. For 
a very small linear expansion the sag is comparatively great, hence 
a short wire may be used. In the figure two wires are used of same 
size and length side by side. In this way the external variations of 
temperature are compensated for. A cord attached to the live wire 
is held taut by a spring, and passes round a small pulley to move 
the pointer. This instrument is used as a voltmeter and as an 




i a valuable addition to our 



I Fig. 84 

ammeter of the shunted type, and i 
practical instruments. 
Recently a horse-power meter has been brought out which 
indicates the horse- power of electrical energy supplied at the 
moment of inspection to a motor in the circuit. But such an 
instrument cannot be of much use. for the horse-power going in is 
of not much interest without knowing also the horse-power given 
out, A double instrument is far better, which indicates the pressure 
and current simultaneously ; simple multiplication will then give the 
horse-power. In motors working on a constant pressure circuit 
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Ammeters for Motors 

the important thing to know is the current ; the variations in the 
current are the true indicators of what is going on in the motor. 
The variation in a horse-power or watt meter may be due to 
variations in voltage, current, or load in the motor. The variations 
in the current with constant voltage is due to load alone ; hence it 
is of value to have an ammeter in circuit, a good dead-beat instru- 
ment with the smallest possible amount of inertia in its moving 
parts. The importance of these ammeter indications can be judged 
from a case in the author's experience. A 20 horse-power motor 
driving a pump in a mine, and constantly running, had its switch- 
board up in the dynamo room on the surface with a good dead-beat 
moving coil instrument. After a few days working the ammeter 
remained steady about 60 amperes. A red line at that point 
was fi.xed for the driver's inspection, thus showing the normal stale 
of the motor and pump at a glance, 
~ The instruction to the driver was 

to go down to the motor immedi- 
ately the ammeter deviated more 
than 5 amperes on either side, and 
as a matter of fact the ammeter indi- 
cated the time by a slight rise in cur- 
rent when it was necessarj'' for the 
attendant to oil the machinery down 
below. In another case in a factory 
a motor driving three lines of 
shafting, which had never taken 
over 1 5 amperes, gradually in- 
creased to 20 amperes without any 
apparent reason ; but an examina- 
tion revealed the fact that one of 
the shafts had become badly out of line through the distortion of a 
wall. If there had been no ammeter in the circuit this would 
not have been discovered, and the waste would have gone on 
until something happened — the breakdown of the motor or the 
firing of the bearings on the faulty shafting. 

Even on variable loads this Indication is valuable, for the 
ma.\imum variation under normal conditions can always be marked 
on the scale, and the attendant instructed to report all variations 
over that point. It Is in this way that motors can be made efficient 
drivers by noticing the ammeter. 

An instrument which every consulting engineer should have is 
one for testing conductivity, that Is, in other words, the resistances 
of switches, fuses, instruments, and connectors on all installations. 
The Fire Office rules, and the municipal supply rules, make much of 
testing insulation resistance, as if that were the only factor of safety 
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Testing Conductivity 

3r danger. Very few engineers trouble about conductivity tests; yet 
ihere is actually more danger in a failure of conductivity than in a 
failure in insulation, for a failure in insulation generally results in 
blowing out fuses, and is soon made manifest, but a failure in 
conductivity may result in a fire before the defect has been suspected 
to exist — no cut-outs or fuses can prevent it. Towards providing an 
instrument for conductivity tests. Lord Kelvin has brought out the 
instrument shown in the special Plate 11. It is now applied, as 
shown, to test the conductivity of tramway rail-bonds ; for making 
contact a graduated bar has two steel contacts attached to it, and 
various degrees of sensibility can be obtained by altering the position 
of the contacts on the graduated bar. By flexible wires the contiicts 
are connected to a low-reading voltmeter, the defections of which 
indicate the conductivity of the joint or bond. 

An instrument on the same principles for testing installations, 
joints, connections, switches, fuse, and so on, is much needed for 
both alternating and continuous currents. 

Another method of testing tramway rail-bonds has just been 
given in the American Electrical Review of New York. It consists 
of balancing the fall of potential across the rail-bond against the fall 
of potential on a length of the rail itself by a null method. Three 
contact poles are provided, one pair of which are held by the 
tester's assistant on either side of the rail joint, and the third is 
moved by the tester along the rail until balance is indicated by the 
cessation of a click in a telephone when making or breaking contact 
in the telephone circuit by means of a switch. No extra battery 
power is required, the ordinary current passing through the rail 
serving the purpose. The resistance of the joint is ascertained in 
terms of an equivalent length of rail. 

In many instruments the acting forces and reacting forces are 
not compatible ; in some instruments the electrical forces, or mag- 
netic forces, acting as the square of the current or pressure ; in others 
they act as the current or pressure directly, while the reacting forces 
nay act directly as the force, such as a coiled spring or torsion wire, 
or as the sine of the angle of deflection, as in weight or gravity 
nstruments. 

The moving coil instrument, in which the coil moves in a uniform 
ield and acts against a spring, is an example of an instrument in 
ft-hich the two forces are compatible, and we get an even scale. 

The calibration of instruments is nowadays quickly and accurately 
:arried out by comparisons made with standard instruments, such as 
Lord Kelvin's electrostatic voltmeters and standard ampere balances, 
hese instruments being correct and unalterable. The balance is 
lere illustrated (Fig, 86), All Kelvin balances are described in 
/ol, II. 

For large switchboards instruments are made with scales edge- 
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wise so that a number can be ranged close together, as in Fig. 37. 1 

In some cases these have illuminated scales, lighted up by a smallf 

lamp inside ; they are then easily read from a distance. 1 

The Siemens dynamometer (Fig. 88) is an instrument of great use iaJ 




Kelvin's Standard Ampere Balance 



the laboratory, havingalong range and being equally correct on alternat- I 
ing and continuous current. It can be used as a watt-meter, in which I 
case it has the fixed coil of very fine wire and the moving one of I 
thick wire. The two coils (Fig. 89) are at right angles to each other at J 




FiQ. S7.— Edgei 



Large Switchboard. By Evershed & Vignolci 




zero, the force being measured by the torsion of a spring, as showiil 
in illustration. It has a small amount of mutual induction between 1 
the coils, from which arises a slight error on alternating measurements 1 
of watts. In alternating measurements we have to consider the fact J 
that the maximum electric pressure may not coincide with the maxi- J 
mum current ; the pressure may reach its maximum value when the,! 
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Alternating Power Measurement 

current has only reached a small fraction of its maximum value. 
Hence, to read one on a voltmeter and the other on an ammeter 
would not give us the true watts, by multiplying the two readings 
together ; but a watt-meter on the principle of the Siemens dyna- 





Fic. 89.— Diagram of Si 

mometer would give the true watts, however much the pressure is 
ahead of the current, for the torque of the instrument is proportional 
to the pressure multiplied by the current at any instant. 

A method of using low-pressure voltmeters and dynamometers 
by reducing from high pressure in a known ratio by means of a 
transformer of alternating currents is shown in the diagrams below, 
■^igs. 90. 91- 

V is a low-pressure voltmeter, and W a dynamometer or watt- 







Rank in Kennedy's Pre: 






neter, and T is the transformer. This method was introduced by 
the author in 1886, and is now used for reducing the pressure on 
the fine-wire coils of supply meters, but for pressure measurements 
M is now superseded by electrostatic voltmeters. 
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CHAPTER IV 

ELECTRO-MAGNETIC INDUCTION AND MAGNETS 

The electrical engineer has a great deal to do with magnets, for by ' 
means of magnetism and conductors, acted upon by magnetism and I 
moved by power, he can pump up electrical pressure cheaper than 
it can be raised by any other known means. 

Magnets are of two kinds — steel permanent magnets and soft . 
steel or iron electro-magnets. 

The making of good steel magnets depends both on material 
and workmanship. 

Here is a table showing different values of residual magnetism 
found by different experimenters: — 

Table VII. 
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Mngneu^m Lines per 
Material. Square Centimetre. 

Common tool steel 4000 

Tungsten steel (tempered) 8000 

Magnet steel (Jowitt's) 6500 

Magnet steel (Walls') 5000 

Note. — Results of different experimenters are very conflicting, principally due to 
different methods of testing and to tests made on different forms of magnets. 

Tungsten steel seems best for the purpose. Magnets must be 
carefully forged, overheating and frequent heating avoided; if a 
magnet is to be bent it must be bent at a low heat, and at one. or 
at most two, heats. 

The temper is of great importance. The best temper is not the 
same for all steels ; but, generally speaking, the best temper is about 
that of clock springs. 

The magnet must first be uniformly heated to a red heat, bright 
red, and quenched in cold water ; a bright line should then be 
ground along its whole length ; a large hot plate, uniformly heated, 
should then be used upon which to lay the magnets for the purpose 
of letting down the temper. The bright line will gradually change 
colour, first pale yellow, then deep yellow, orange, purple, dark blue, 
bright blue. 

Immediately the purple tinge appears the magnet should be 
plunged into cold water ; this fixes the temper. 
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- This temper is good for most purposes ; but small needles or 
^^r magnets may be harder, orange or yellow. 

With few exceptions magnets are used to produce a mag- 
^ttic field in which something is to be controlled or actuated 
by the field of the 
niagnet, 

We may therefore, 
for al] practical pur- 
poses, study the held 
of horse-shoe or ring- 
shaped magnets, the 
field being more con- 
centrated and more 
compact with these 
forms, and stronger for 
the same weight of 

liar magnets are 
of no use except as compass needles or for the purpose of building 
up horse-shoe forms. 

Fig. 92 is an illustration of a bar magnet, showing the lines of 
force in and running from it. The maximum force is at the middle 
inside the magnet ; the force escapes sideways, so that at the ends 
there is not much magnetism issuing, or, to put it better, not many 
lines of force passing out, not nearly so many as pass through the 
mid section of the magnet. 

This can be best ascertained by means of an exploring coil of 
very fine wire attached to a delicate galvanometer (Fig. 93). The 





coil fits easy over the magnet, and may be jerked forward about its 
own breadth step by step along the magnet. At every jerk the coil 
cuts across all the lines, escaping sideways from that point or section 
over which the coil moved, and the movement causes a current to 
How in the coil and galvanometer which makes the needle swing to 
a more or less angle according to the number of lines cut. 
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By going step by step from end to end of a bar we can plot out , 
the force from N to a. Suppose, beginning just outside the pole J 
S, we find, say, 20 lines cut, then the next jerk gives, say, 18, next I 
15, next 10, next 5, next 2, next 0.5 ; this last near a, the mid section. J 

Then 20 

18 
IS 



70,5 total lines through a. 

So that as the end only gives out 20, and the total is 70.5, we see 
that although the end is th( 
active part it does not carrjr' 
the same number of lines of 
force as the middle. 

This test is illustrated in 
^'g- 93> ^^^ shaded part 
showing the magnetic llux at 
each position. In the above 
example we might plot the 
shaded lines to a millimetre 
scale : the mid line a would be 
70.5 millimetres, the line out- 
side the pole S 20 millimetres. 
The same thing can be 
done with any magnet. Mr. 
Albert Campbell gives 
sketch of a ring magnet like 
Fig. 94, where the shaded 
part represents the flux at 
various points found by him 
by this method in a steel 
magnet as used in Weston 
instruments. Only one-third 
of the flux at a reaches thi 
gap N S. 
F^'g- 95 shows the lines of force due to a plain horse-sho< 
magnet. The leakage lakes place nearly all across the spao 
between the legs, and it can be measured, as shown in Fig. 96, b] 
jerking the exploring coil along a bit at a time from pole to thi 
bend, and so get the flux at all the different sections. 
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Magnetic Lines of Force 

The lines leak out and take a short cut through the air and back 
round the bend. 

But this leakage across is variable, for if we provide a good path 
for the lines at the poles, by putting on a large soft-iron keeper, and 
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Fig. 95 

again jerking the explorer along, we will find hardly any leakage 
across the air from limb to limb, Fig. 97. 

To show this more perfectly, let the exploring coil be placed right 





Fig. 9S 



_ I the bend ; in this position pulling off and putting on the keeper 
tas no effect ; move it to position shown in illustration, and a slight 
effect is felt when the keeper is pulled off orputon. Moving italong 
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Steel Magnets Permanent 

to various positions right up to the pole, it will be found tiiat as wC 
approach the pole the effect of pulling off or putting on the keepM 
is greater and greater. 

The reason for the increased effect as we move towards the pok 
is that the difference in the flux through the coil is greater when the 
keeper is on than when off. and the difference is greater the nearei 
the coil is to the pole ; at the bend it makes no difference whethei 
the keeper is off or on. This experiment was first shown by Prof 
S. P. Thomson in his Society of Arts Lectures on Magnetism. Il 
proves that the magnetism is not increased by applying the keepa; 
but that it is concentrated through the keeper, instead of flowii^ 
through the air, when the keeper is on. The best form of stee 
magnet to produce a uniform magnetic field of greatest strength ji 
a small field is that shown in Fig. 94. 

The strength of this field is the all-important point for the eng^ 

neer, yet it is about the only poia 

^^^^ ^-" ^ regarding which the text booki 
V J and scientific treatises are silent 

X^ - ' pages of scientific tricks witi 

"^ magnets, filings, nails, and mag 

^"^- "^ neiic needles are given, of n< 

value to any student, and when some day he wants a magnet fa 
some practical purpose he finds no assistance given him as to hoD 
to proceed to specify its dimensions. 

In the case of magnet {Fig. 94), the steel at a was found to be mag 
netised to a density of 5000 per square centimetre ; in the air gap it wai 
8 70 per square centimetre, that is, in the place where it is of any use 

30.000 per square inch is a good value for B in a steel magnel 
that is, at the bend or mid section. 

The total llux is never obtained at the poles, as we have seen 
And it is exceedingly difficult to calculate the leakage In a horse 
shoe magnet ; it depends on many things. 

A ring shaped like Fig. 94, with no core of iron in the gap, wil 
leak roughly estimated about two-thirds. 

A magnet shaped like Fig. 98 will give half the total flux betwea 
the poles that there is at a. 

Hence with a ring shape, if we require a flux of 60,000, we wouli 
require three times that amount in the mid lifte a, 180,00a h 

If the steel was good for 30,000 per square inch, then - f^j 
= 6 square inches section of steel required. 

The number of lines flowing through the mid section of a stee 
magnet is the quantity which determines the strength of a magnet 
and may be anything between nothing and 14,000 lines per squar) 
centimetre, according to the quality of steel, its temper, its fomi 
and method of magnetisation. 
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The strength, therefore, depends on sectional area. 

Length is required to give the magnetism stabiHtj'. In a 
inn.g;net we consider each molecule as a little magnet, that ail these 
little magnets are turned end to end in a magnetised magnet, thus- 



So that the flux flows in series right through the lot. We can ! 
uj> a lot of little needles on pivots to represent this theory. If we 
do so, we find that the longer the series the more stiffly do the 
needles keep in line. 
^ If we have only two needles, and we arranged a large magnet 



I 





"to annul the earth's magnetism, leaving them free to act in- 
dependently, they would set N s N s, as in a magnet, but a j 

slight disturbance would alter the ar- rangement to this form, 

ivith no externa! field. | | 

S N 

Leakage can also be shown by a small magnetic needle (Figs. 
99 and loo). When the keeper is on, as in Fig. loo, the nux is 
almost all through the keeper, and a small controlling magnet can 
keep the needle parallel ; but upon removing the keeper, the force 
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Permanent Field Magnets 

of the magnet spreads across and the needle is turned at right ang^l^s 
by the strong field. 

Figs. 96 and 97 may be referred to as showing two methods of 
inducing electric currents by magnets, first by moving the coil c:>n 
the limb of the magnet, thereby cutting across the magnetic lines cDf 
force ; and secondly, by fixing the coil, and puDing oflF or putting c:> n 
the keeper. In this 'last case the lines move and cut the coil wti^n 
the keeper is moved. 

Figs. loi and 103 show the usual construction of permanent 
magnet fields. It will be noted that the pole-pieces and armature 





FtG. loi Fig. loa 

form the keeper and close the magnetic circuit, so that the magnetic 
riux is concentrated upon the armature. 

These magnets should be magnetised with the pole-pieces and 
armature in their places. In this way the nu^etisation is more 
perfect, as the path of the lines of force shall then be arranged as 
they are intended to be used. 

If we look upon magnets as made of a series of end-to-end small 
magneto, then we can see that a long series is more stable than a 
short one ; for although the total magnetic flux is not increased by 
added length, the directive force is increased — that is* the force whidi 
keeps them in line — iind the magneto-motive force is increased in 
proportion to the length of the line of magnets. 

The effect of length may be seen bv taking, say, six bar 
S4 




Steel Iklagiiets Permanent 

\, and piane Vxm cad to ^ri, :c s. s ^ x s. Br 4oa^£ s 
|«e incicase die farae to six naes ifas cf obc, boE «e afao a 
: intana] i q wfcfue aad dv euefj l 

: by SIX tain u- so Dift ^K BOTC 

■ JR} more nuz vini be tBaa win o&^ 
I But we have sx times Ac fbrec Aolki^ i 
[the mtdecdes ta ibe magpcsic CBCixK. 

The proper ieag^ ea^mtot we9 be 
f^alcolated, but it ins be^ fooid hf ex- 
periment thai tbc prapoKliaBs dnwn m 
'^'g* 103 gat-e the best rcsnlls: tliesectkxtBl 
^rea is ooe-tweuiexfa tbe lo^di of the 
steel in this magncx. Twenty otmes tbc 
sectional area is a good pcacocal rule for 
Qorse-shoe aiHl droilar shapes. 

The magnetisaiKxi of m^iKts is of 
'rnportance- The only perfect method is 
'o magnetise them by a current of eJcc- 
^'"'city in a coil of wire. The boree^oc 

should have both limbs thrust into a coil 

"^f wire of the largest size possiMe. and 

^ Current of a density of at least 4000 amperes per square in^ ' 

^^ction of wire sent through the coil with the keeper on the 

"^^gnet. The current may 

"Momentarily be increased to 

^5-**^ densit)- in the coil. The 

^Hi in magnetising is to get 

^*le greatest number of am- 

P^re-lums possible round tbe 

Magnet. 

If the magnetising force 
's weak the magnetism re- 
maining after the force is 
removed is found to be only 
skin deep. 

Thick magnets are diffi- 
cult to forge, to temper, and 
to magnetise uniformly, hence 
ihey are never so strong as 
flat thin magnets in propor- 
tion to their weight ; for this 
reason, it is better in making 
lar^e magnets to build them 
up of a number of thin mag- 
nets. Four horse-shoe magnets a quarter of an inch thick, tmc 




Electro-Magnets 



inch broad, built up to form a magnet one inch square, and each 
scparattly magnetised, are together much stronger than one madi 
of a bar one Inch square solid. 

Good steel magnets have a lifting or tractive force of about 
twenty times their weight when made horse-shoe shape and fitted 

with a keeper slightly 
narrower than the 
poles. 

Magnets of steel 
are used in meters 
voltmeters, amme- 
ters, telegraphs, and 
telephones, and 
magneto - generators 
for ringing bells and 
signalling. And they 
have been used 
large generators for 
generating current 
for lighthouse pur- 
poses by De ^Ieri■ 
taus. 

The earth is a 

^"■" '°S permanent magnet; 

hence, in cases where magnets are free to move or wherein a 

magnetic field can be influenced by it, that magnetism may be taken 

into account. It is the controlling 

A field in the tangent and many other 

t 1 galvanometers, also in the mariners' 

J ^ ^h. compass. 

'I F F If we have a complete magnetic 

"V ^ circuit, say a ring of iron or steel, there 

^4r * 'F is no external leakage. The number 

A. ^ of lines of force are the same all round, 

as in Fig. 104. 

If an insulated wire is wound upon 

' such a ring and electric current passi 

through the coils the ring will be strongly 

Jll ly magnetised without poles. If we wim" 

^ *■ a second coil over the first and make 

'"'■ "* ^'^" '"^ and break the electric current of th( 

first coil, we shall get induced current in the second coil, due to th< 

magnetic Hux in the iron ring. This was first shown by Faraday. 

if. as in Fig. 105, the ring is cut and magnetised by one coil, pole! 

shall be found as shown, and electric current shall be induced in th( 
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tcond coil by pulling the two halfs apart. In all electro-magnets 

'e have a current-carrying coil or coils of wire and an iron core 

J be magnetised, in which there are, in most cases, gaps, across 

hich the lines of magnetic 

►rce pass from pole to 

5lc, asinFig. 105. A wire 

Lrrying a current is sur- 

•uinded by a magnetic field, 

1 shown in Figs. 106 and 

:>7, and when coiled up a 

;ldof magnetism surrounds 

e coil, as in Fig. 108, 

The magnetising power 

a coil depends on the 
Tipere - turns in it, the 
irrent multiplied by the number of turns. If we wind up a 
:ibbin of insulated wire, as in Fig. 108, and send a current of 
in amperes through it, its magnetising effect is equal to lOCXD 
mpere-turns if the number of turns is 100. 

Such a coil is called a solenoid, and behaves, when current 
lows in it, exactly like a magnet. 

And when solenoids are fitted with iron cores they become 
slectro-magnets, and in making electro-motors and dynamo electric 
venerators, solenoids and iron cores have to be calculated out 
iccording to requirements. 

In Fig. 104 we have a solenoid on an iron ring. If the solenoid 
vere empty or on a wooden ring the number of lines of magnetism 
;arried through it would be small compared with the number when 
he ring is of iron, for iron is a much better conductor of magnetism, 
"lence, in a closed magnetic circuit, that is, one all of iron, we get 
he greatest effect of the current in the solenoid, 

if we break the circuit, as in Fig. 105, the two gaps offer great 
esistance to the lines flowing, and the amount of flow will be 
educed all round the circuit. In all magnetic apparatus we have 
his magnetic circuit through which the magnetism is conducted. 

Fig. log shows an elementary magnetic circuit. It may be a 
teel magnet, but we shall consider it an electro-magnet with one 
urn of wire. The lines of force will circulate through the horse- 
hoe of iron across two air gaps, and through the cylindrical 
Lrmature, also of iron. 

Neglecting leakage, it is evident the amount of flux all round is 
he same in quantity, so that the sectional area of the iron magnet 
>hould be equal throughout. It would be bad design to make the 
'■oke less in section than the limbs. 

In all good designs for magnetic circuits, the path of the mag- 
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The Magnetic Circuit 

netic flux is made equal in conductivity as nearly as possible in the 
iron parts of the circuits, 

A magnet might, for instance, have a cast-iron yoke and 
wrought-iron limbs ; but as the cast-iron has only half the con- 
ductivity of the soft 
wrought-iron, it would 
require to be twice the 
section to carry the same 
(lux as the limbs. 

Another important 
point is that the iron in 
an electro-magnet does 
not become magnetise*! \{ 
in proportion to the an^" 
pcre-turns passing in K^ 
solenoids ; it becom^^ 
saturated. 

If we take a lai^^ 
solenoid and a soft-irc»^ 
core and begin with * 
current of i ampere, *■ 
certain magnetic lit*- * 
will be found ; and " 
■we now send 2 ampcr^^ 
through we may get double the flux ; with 4 amperes, less tha^ ^^ 
four times the flux with i ampere ; with 8 amperes, not much mor — ^ 
th;in wc got with 6 amperes ; and we might find that after vr'^* 
reached 8 amperes the magnetism was not increased by any increas -* 
of current beyond 8 amperes. 

Practically the flux becomes constant. To enable calculations tea 
be made, the flux is represented as so many lines of force per squares 
inch or per square centimetre of the surface from which it proceeds. 

In engineering work in this country we still adhere to the inch^ 
fool, yard, pound, cwt., and ton units, so that conversion cal- 
culations are required to reduce these to CG.S. units, and even, 
in using the CG.S. units themselves the numbers are very large 
and laborious to calculate out by ordinary arithmetic. Referring 
back to what has been said about steel magnets, we had to use 
numbers like 30,000, 180,000, for quite small magnets, while in 
dynamo magnets we would require to deal with millions and millions, 
the fact being that the line of force is far too small a unit for practical 
work. 

The line of magnetic force is just one-millionth of what it 
should be. 

For dynamo and motor calculations by ordinary arithmetic a 







Magnetic Circuits Resistance 

system of units based on the inch-lb. system has been iii use. It 
was first proposed and used by Mr. Gisbert Kapp, 

B is usually employed as a symbol for the density of the magnetic 
lines per square inch in English measure. 

B the density per square centimetre in C.G.S. system. 

Thus a flux of !ffi = 15,000 per square centimetre would be 
equal to ^^~ per square inch English measure — that is, 16 nearly ; 
16 being a number much easier handled than 15,000. 

Kapp has calculated out tables of the values of B for different 
numbers of ampere-turns, from which the following Table VIII. has 
been drawn. 

The English lines of force are found as above by dividing the 

I C.G.S. lines by 930.04, thus giving small numbers for calculations, 
i B = ^ B=Bx93o.o4. 



Table VIII. 



Ampere-turns required per inch length of wrought iron or soft 
steel for different values of B : — 



B. 




a 


A mpcre-cums 


per inch lenglh. 


per inch lenpL 


50 


4-8S 


13.6 


M.6 




9-7 


.3.8 




{j 


S 


>'-3 
12.3 


14.0 
14.1 


^35 


12 


S 


13-43 
15.2 


14.4 

14.6 


27.7 
30.3 






17-2 






K 






15.0 


37-3 


13.4 


19.4 







Ampere-turns required per inch length of cast iron for different 
atlues of B : — 



B, 


per inch lenglh. 


a 


p^rTcM^'g^L. 






6.2 




S'J 


20.6 


6,4 


34.0 


S'4 


22.3 


6.6 


37.3 


5.6 




6.S 


42-5 


5-8 






48.5 


6.0 


28.3 




! 



These tables have been made out from actual tests. 
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In Table VIII, it will be noted that while when B = 5 vbe 
ampere-turns required are 4.S5 ; when B = 10, ampere-lurns e<j u^fi 
9.7, just proportional ; but when B = 15, the ampere-turns equal 3;. 
so thitt by increasing ampere-turns from g.j to 37.3 we have on')' 
increased B from 10 to 15, 

And to increase B from 14 to 15, that is, by only one line, we r"*' 
quire an additional 1 4 ampere-turns added to the 23 required for B = r -!■ 

It will be seen from these figures that after a wrought-irc^** 
magnet reaches a magnetisation of 14 per square inch, it would co-^^ 
a great deal for copper and current to raise it to 15, 

And a glance at the table for cast iron shows that when B= -' 
it is about saturated, and to raise it higher would require an exor"'^ j 
bitant amount of winding. 

To apply these figures in practice is interesting. 

The easiest example is that of the iron ring (Fig. 104). We wll ^' 
suppose it has a mean length of 20 inches, made of a soft-iron bac^*^ 
of that length, and we wish to magnetise it up to 12 lines per square 
inch of its section, what amount of wire must be in the solenoid ? 

First find the number of turns of wire required. 

At 12 lines 1 3.45 turns per inch are required at i ampere, or 
1.343 turns if we use 10 amperes. We will assume 10 amperes, 
then. 1.343x20=26.860. say 27 turns in all. 

Now turn back to Table \'I. of covered wires and select a wire. - 
As there are few turns, it may be thinner than if a great many 
layers were required, say Na 14, S.W.G. 

Suppose the bar of iron to be 2 x 2J inches, it will evidently take 
9 inches fully to go round it, and 9x27 = 243 inches, or 20 feet 
3 inches of wire. The weight of the wire and its resistance can all 
be found by easy calculation from the data given in Table V"I. 

B is equal to the lines per inch sectional area, so that the student 
must note that B x A. the area of the section, will give the total 
{\ux. A is equal to 2 J x 2 = 5 square inches ; hence, 1 2 x 5 = 60 will 
be total number of lines formed in the ring. 

Now lake the case of Fig, 105, with two air gaps. If we require 
still to have a Hiix of 1 2 lines per square inch section, we will require 
to add ampere-turns to magnetise the air gaps. 

Suppose the bar same as before, the gaps. say. (xy$ inches each, 
the two tiigether 1.5 indies. Now air takes about iSSo ampere- 
lums per inch length, so that we require 1.5 x iSSo= 2820 per line 
of forre. and as we require 12 lines, the total ampere-tums for the 
two gaps will be — 

aSao X 1 2 — 35.S40 ampere-tums ; 
so that we see that whik 270 ampere-tums suffices to magnetise the 
iron, it takes 35.S00 to magnetise the air giqis to the same degree 
per square inch section. 
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Magnetic Pole-Pieces 

In the same way coils for magnetising the horse-shoe magnets. 
*gs. 99 and loo, can be calculated, both with armature off and on. 
The magnetising power in ampere-turns can be reduced in an air 
S^p by pole-pieces, as shown in Fig. i lo. These are added to 
^*ie polar ends, so 
^hat the area of 
^'"le air gaps can 
•^^ increased ; the 
*"^sistance isthere- 
fc>y decreased. 

We have to 
rtiultiplythelength 
of the air gap by 
1 SSo, and by the 
«iensity per square 
i nch. If we 

*double the area 
across which the 
lines How in air, 
■We halve the den- 
sity, and so in 
proportion get half 
the resistance. 

The density in 

the air gap is equal to the total number of lines divided by .the 
area. The total we found before was 60, so that if, by spreading 
out the poles as shown in Fig. 103 a, we made the area 
4x5, or 20 square inches, — = 3 lines per square inch density m the 

rgap, and 1.5 for their combined lengths. 
The ampere-turns required would now be — 
1.5 X 1880x3 = 8460 instead of 33.840. 

This explains the use of pole-pieces on magnets. They are 
merely of service in reducing air-space resistance to magnetisation. 

We get the same total flux as before with one-fourth of the 
ampere-turns by expanding the poles, i 

Such a device for the purpose of saving ampere-turns is not J 
always beneficial. 

1 1 certainly is not in dynamos and motors, for the field is weakened 
per square inch, and the magnetic metal of the extended poles form 1 
magnetic circuits of their own with the armature and ils winding. 
In modern practice large pole-pieces are not used, the air gaps | 
having a little more than tlie sectional area of the magnets, the j 
e magnet f ' " 






Field Magnets j 

Fig. 1 1 1 is a diagram of a singk bobbin single horse-shoe nu^^*- 
Fig. 112 is a diagram of a double bobbin single horse-she^ ' 
magnet, called undertype in this position, an^ 
overtype when upside down. 

Fig. 1 1 3 is a double bobbin double horse-^. 
shoe magnet, and Fig. 114 a diagram otj 
another of same kind. , 

Fig. 115 is a multipolar magnet diagram- 
In all these the path of the lines of force is ' 
shown by dotted lines. And to calculate the 
total flux, we may take as an example the 
Fig. 112. 

The two limbs are of soft steel, 9 
inches square, giving 81 square inches j 
section, the yoke having the same section, and being 6 inches long. 

The armature is 14 inches diameter and 9 inches long, and 1 
has a sectional area of iron about equal to the magnets. The | 

length of the field bobbin is 10 

inches. The mean length of the 1 
path of the magnetic lines is 
approximately 50 inches. 1 

From these dimensions, easily 
obtained by a foot-rule, we can 
calculate out the magnetic data 
of this magnet We will take the 
iron first, the air gaps afterwards. 
To make the best use of the 
magnets we must run up the 
densitj' of the lines to 14 lines per 
square inch at leasL According 
to our Table \'III. we get 13.8 
lines per square inch, with 22 
ampere-tums per inch of magnetic 
circuit length, and as all the parts 
are of soft steel, we may take 
them all in as one length — 50 inches; so that, 50x22=1100 as 
ampere-turns for the iron circuit. To this should be added for 
joints 5 per cent, as there is always some resistance there, making j 
1 150 ampere-tums. 

The total flux will be equal to the sectionil area, multiplied 
by the flux per square inch — 13.8x81 = 1117.8. Of this amount 
about 10 per cenL must be deducted for leakage ; sometimes it is 
as much as 20 per cent, for lines which get across from limb to 
limb without going through the armature. 

Now, for the air spaces, we will take them at |th inch each, i^ 
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r Field Magnet Exciting 
ir the two, making the bore 15I inches. 1 

spaces between the inner 

faces of the limbs, so that if 

we take 12 inches from the 

circumference of the arma- 
ture tunnel, 48 inches, we 

will get the length of arc 

of the polar circle forming 

the N and S pole faces ; 

this will give 18 inches, 
and as the length of the 
armature tunnel is 9 inches, 
the area is 18x9= 162, 
just double the section of 
the iron. 

If now we divide the total flux by the air space area, we get 

KE flux there per square inch, ^ ; we get 6.2 approximately. 
We can now find the ampere-turns to send this flux through 
e air gaps. 
Lx iS8oxB = i. 25x1880x6.2= 14,570 ampere-turns; add to 
this the 1 1 so for the 
iron, and we get a total 
of I 5,720 as total ampere- 
turns. 

Roughly estimated, the 
exciting current for such 
a machine working at 
250 volts pressure would 
be 2 amperes, so that 
the total turns of wire 
puld be ^° = 786o. 
^■^-—3920 on each 

BOhm's law the resistance of the wire would be ^=R — 
45 ohms. 
And we have now to find from the wire tables a wire which 
511 give 125 ohms resistance; or 62.5 ohms and 3920 turns on 
pch bobbin. 

Several wires may be tried by calculation, taking the biggest 
aion which will fit into the space allowed— try No. 17 S.W.G. 
^ton covered. We will allow 2 inches for maximum depth of 
^ding, so that the mean length of one turn is equal to 44 inches. 
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We may take the number of turns required on one bobbin as 
equs.1 to 4000, to avoid fractions. 4000x44 inches = 4888 yards of 

wire. Looking along 
the table we find 
this wire has 9.7 
ohmsper 1000 yards; 
therefore 48S8 yards 
X 97 = 47 ohms, 
while we require 
62.5 ; but this means 
only a slightly higher 
exciting current. 
which can be regu- 
1 lated by a resistance 
in the coil circuiL 
And the total weight 
of the wire can also 
be calculated from 
the table of wires. 
Wehavenowcarried 
through the calculation of magnets with a simple circuit ; if cast 
iron entered into the construction, say for a yoke or a pole-piece, 
then the calculation would be made for those parts separately, and 
the density reduced to about 7 per square inch for cast iron. For ' 
the multipolar design the calculations are the same. It is simplest 
to take two poles only to find the winding required for a multipolar ^ 
machine, and multiply by number of poles afterwards. A good I 
example of a multipolar design is shown in Plate III. 

In most multipolar magnets the magnet limbs are now made 
of laminated soft steel, and the yokes of cast steel or cast iron. 

Dynamo magnets are now rarely made of wrought iron or steel 
forgings. The perfection of the processes for making castings 
of mild steel has enabled the engineer to use castings, which are 
preferable ; for while quite as good as forgings, and no more 
expensive, they can be moulded into more economical and better 
designed forms, and. generally speaking, do not require the 
same expenditure of labour in fitting them for the machine ; and 
some steels give even better results than those shown in Table 
VIII., and work up to as high as 18 lines per square inch, without 
using an extraordinary amount of winding. Especially in large 
dynamos is it important to select the very best material for magnets. 
It will be gathered from the foregoing figures that magnetic 
circuits are very like electric circuits, inasmuch as : — - 

I. The resistance to the flux is directly proportional to the 
length of the circuit. 
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2, Resistance is inversely as the cross sectional area, 

3, Resistance depends on the kind of material. Instead 
of electric pressure or P.D. in volts we have magnetic pressure 
in ampere-turns, for which let M stand, and R for magnetic 
resistance, F for flux, then W = F. 

The great difference between the two circuits is, that while 

■We can confine the electric flux to 

the conductor by dielectrics or 

'nsulators. we cannot confine the 

niagnetic flux : there is no insulator 

for magnetism. A magnet will 
Send its force across air, wood, brass, 
and all bodies, in quantities depend- 
ing on the form of the magnet and ' 
its poles. 

The only way to confine the 
flux to a required path is that 
shown by the ring magnet, wherein 
the ring is such a good conductor 
compared with the air that there is 
not sufficient magnetic pressure 
difference between any two points 

Hence, in all designs for magnets the circuit is made as much as 
possible like a ring — that is, with a closed magnetic circuit. 

An examination of the magnets herein referred to shows that 
they are closed circuits — all but the necessary gap between the 
field-magnet and armature, to allow of free rotation. In this way 
leakage has, in modern magnets, been reduced to a very small 
value. In first-class machines it is not more than 10 per cent. ; 
that is, of 100 lines produced by the field windings, 90 pass through 
the armature, where they are useful. Fig. 116 shows a multipolar 
field with lines to denote the leakage from pole to pole. It is 
to be noted that the stray force is all inside the enclosing 
yoke, and this is ensured in best designs by making the yoke a 
broad thin band, well covering over the coils. Magnets of this 
type have no external fields apt to damage watches. Whatever 
stray magnetic lines there may be, they are inside the yoke, which 
forms a magnetic case to the machine. Fig. 117 is the common 
bipolar horse-shoe field-magnet, showing by lines the leakage or 
stray field. It is strongest between the limbs, but there is also 
a considerable stray field (top, bottom, and sides), which can 
easily be found by the effect on spanners or keys brought within 
Hft short distance, and often by its effect In magnetising and 
^Bopping watches. 



to cause a side leakage. 




Magnetic Leakage 



In most dynamos and motors a considerable fringe of magnetic 
force appears at one edge of the poles, as shown in Fig. i iS at n^ 
spreading from the pole to the 
armature (only a portion of each 
being shown). The fringe ap- 
pears at the corner to which the 
armature is moving, as shown by 
the black arrow in a dynamo ; 
but in a motor it appears at the 
opposite corner, as shown by the 
dotted arrow. This fringe has 
the effect of shifting the pole sur- 
face apparently round the centre, 
for the lines stretch round out 
from the pole at the one corner, 
and are driven in by the arma- 
ture at the other corner, that is, 
when the machine is working 
with current. This effect must 
be fully examined later on. 
The different methods of dynamo field-winding are shown in dia- 
gram in Figs. 119, 120, 121. The first one (Fig. 1 19} is a series field- 
winding — that is, the armature, the field coil, and the working circuit 
are all in series receiving the same 
current. This winding is used in 
motors on tramways, as it is 
cheaper and lends itself to control 
more readily than the other two. 
At one time there was an idea 
prevalent that a series motor had 
a greater starting-power than a 
shunt motor — an idea obtained in 
the early days of dynamos when 
they were built without any regard 
to the magnetic circuit, with 
weak fields and strong armatures, 
armatures with large internal resistance and many turns of wire ; 
but we now know that the field-magnet can reach a strength 
beyond which no additional current can make it any stronger. 
That being so, the great starting-power is due simply to the 
great current in the armature, and that can be made equally great 
however a machine is excited. If it is excited up to 16 or 17 lines 
per square inch section, the field is practically constant. 

The series winding is also useful for running arc lamps in series. 
For this purpose the field-magnet must be worked at the highest 
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possible flux density, and the armature should be large and, as a 
magnet, very powerful, so that when the normal current is exceeded 
the field is actually 
weakened by the 
Hux from the arma- 
ture poles. If the 
field is not over- 
excited and the 
armature flux weak, 
any decrease of re- 
sistance in the circuit 
would result in an 
increase of current, 
whereas we want a 
constant current in 
a series circuit. 

The old B Gramme, the Pilsen Schuckert, the Brush, and Elihu 
Thomson arc lightinjj machines, now obsolete almost, were built 
with powerful arma- 
tures which automati- 
cally regulated the 
current by their 
reactions. 

The shunt dynamo 
(Fig. 120) has a fine 
wire field bobbinof suf- 
ficient resistance and 
length of wire to give 
the proper number of 
ampere-turns to fully 
excite the magnet. 
and is connected right 
across the brushes or 
poles to get the full pressure. Usually a variable resistance 
is included in order to regulate the pressure. If we break the 
circuit of a series machine the magnetism ceases, but we may vary 
the current in the external circuit of a shunt machine without affect- 
ing the field. A shunt dynamo should have the field very powerful 
and the armature weak, as magnets. It is better to get up the pres- 
sure by a strong field than to increase the armature turns. 

The dynamo {Fig. i 2 1 ) is wound with both a shunt and series coil ; 
is, therefore, called a compound dynamo. In these machines the shunt 
coil is calculated to give the full pressure at no load and with the 
magnet not fully excited, so that when the current increases in the 
external circuit it passes round the series coils and increases the 
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Field-Magnet Excitation 

magnetism, and so raises the pressure to compensate for the drop in 
pressure due to the resistances in the armature circuit. By this means 

a dynamo is made 
self-regulaticg, 
and can be made, 
in fact, to compen- 
sate for the f^I in 
the speed of en- 
gine as the load 
goes up ; and, 
further, can be 
made to give a 
higher pressure 
at full load than 
at no load. 

For series 
motors the field 1 
should be iwwerful and armature weak comparatively, and the 
snmv. fnr snunt motors, A series motor on a constant pressure j 
circuit will run up to an enormous speed if only lightly loaded, 
and will fall in speed as load goes on. They are not self- 
regulating, hence can only be used on cars or boats, or hitched 
lo something which they cannot run away with. A shunt motor 
runs at practically a constant speed whatever the load. It 
should not vary 5 per cent., and if absolute constant speed is 
required we use a compound motor in which the series winding 
opposes tlic shunt winding and weakens the field as the load 
ifocs up ; for if we weaken the field of a motor it runs quicker, ' 
because of the counter pressure generated in the armature becoming 
less. A motor, when running, acts as a dynamo generating a counter 
pressure opposed to the working pressure, and the armature runs up 
to a speed sufficient to balance this counter pressure. At no load the 
difference between the counter pressure of the motor and the pressure 
feeding it is very small, just sufficient to pass enough current to run 
the unloaded motor ; but as load goes on the speed falls, and the 
difference in pressure becomes just great enough to pass the proper 
current strength. Thus the motor, reacting as a generator, is self- 
regulating, and takes just sufficient current to overcome the load on 
it at any moment. If we weaken the field the speed must go up to ! 
raise this counter pressure. I 

Variable sjiecd motors should be shunt wound, and the speed 
varied as far as [wssihlc by a resistance in the shunt circuit. With 
all the resistance in, full speed will be got. and with all out lowest 
S|)cctl. This is as it should be, for at low speed we want most torque, 
ind at high speed less torque, to get same power in both cases. 
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CHAPTER V 



ELECTRIC PRESSURE FROM ENGINE-POWER CONTINUOUS 
CURRENTS 

-All powers known to us can be classed as derived from two 
Itinds of engines — heat engines and electric engines. The water- 
■wheel or turbine, the windmill, the gas. steam, and oil engines 
are all heat engines — that is, they are driven by heat expanding a 
fluid, causing pressure, which moves the engine. The water-wheel 
is driven by the falling water, which had previously been raised as 
-vapour by the heat of the sun. The windmill is driven by air set 
in motion by the sun's heat expanding the air, which rises upwards, 
its place to be filled by cooler air. The steam-engine is driven by 
heat from fuel producing steam under pressure. Oil and gas 
engines are driven by the heat liberated on combustion with air in 
their cylinders. 

The electric engine alone can give power without the agency of 
heat, but as yet no electric engines have been invented to compete 
commercially with any of the heat engines. What is popularly 
known as electric power is only the transmission of the power of 
heat engines by electricity from one dynamo electric machine to 
another. There is no such thing as a practical electric motive 
power. We see a mill driven by electro- motors, but if we follow 
up the inquiry we will find a conductor running away back from 
the so-called motor to a dynamo, and we will find that dynamo 
driven by a heat engine, generally a steam-engine, with a boiler 
and a pile of coal beside it. 

The mill is still driven by steam as in days of old. but the power 
is now distributed and transmitted from the engine to the various 
machines by wires and electro-motors, which are substitutes for 
shafting, pulleys, belts, and gear wheels. 

The only case of electric power, properly so-called, known to 
electricians consists of a primary galvanic battery driving an electric 
motor. A primary battery and an electric motor is Ike only truly 
electric engi?ie known. The primary battery, however, produces 
electrical energy, as we have seen in Chapter U., only at enormous 
cost per horse-power, while a heat engine driving a dynamo produces 
electrical energy at a very small cost; in fact, for £i spent in pro- 
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duction on a heat plant, we would require to spend about ^30 
to get the same amount of energy from the purely electrical plant. 
Therefore it is, that at this date the combined heat engine and 
dynamo is the universally applied machine for supplying electrical 
energy on a large scale cheaply. 

To the philosophical electrical engineer nothing is prettier than 
to see the true electric engine silently, without smoke, heat, vapour, 
or dirt, exerting its power, and that with great economy of conver- 
sion. But until a cheap, practical, primary battery is discovered, 
something totally different from present types, the electric engine 
is impracticable. 

This view of the matter is illustrated in the two diagrams on 
Plate 1 V. The first figure shows the present stage in electric motive 
power. A is the coal pile, B is the engine and boiler, C is the dynamo 
converting the engine-power into electrical energy, and D is the 
motor reconverting the electrical energy into power. A gas or oil 
engine may be substituted, or a windmill or water-wheel ; the same 
process is required. 

As the heat engine gives off its energy by motion, we are com- 
pelled to use something in motion to convert its energy into elec- 
trical energy. The want of information on these points was recently 
exemplified in a leading newspaper in a leading article on electric 
traction on street railways, by an otherwise well-informed writer. 
He said that before long our great railway magnates would have 
to choose between "coal and electricity" as their motive power, 
evidently oblivious of the elementary fact that all electric traction 
has for its motive power coal and steam-engines. Perhaps more coal 
is needed for electric traction than for direct traction by steam 
locomotives. But the electric Is preferable and more economical 
In every other way. 

The amount of potential energy in the coal is very great, and 
the efficiency of C and D very high ; otherwise there would be no 
electrical engineering to speak of 

The boiler and engine may give out 10 per cent, of the energy 
in the coal burned. Of this the dynamo will convert 90 per cent, 
into electrical energy, and of this electrical energy the conductors 
deliver 95 per cent, and the motor will reconvert and deliver 90 jjer 
cent, of energy received to the machine to be driven, E. Every 
step means a loss; the greatest loss Is between the coal pile and 
the dynamo — that is, in the engine and boiler. We may sum up 
the efficiency — 

Coal pile to dynamo 10 per cent. 

Dynamo to motor 85 per cent. = S.5 per cent, of total. 

Motor to machine 85 per cent. = 7.22 per cent, of total. 

That is to say, that of all the energy in the coal, only 7,22 per 




Electric Pressure Generating 

cent, reaches the machine to be driven. And, theoretically, it can be 
proved that no improvements on the steam-engine can ever hope to 
tlo more than raise its efficiency to about 20 per cent. 

In the lower illustration on Plate IV. we have the purely electric 
engine, in which the electrical energy is delivered direct ready-made 
from the elements in which it is locked up. The generator is a large 
battery of cells, in which zinc or other element is consumed by acids, 
giving up its energy as electrical energy. The losses in such a 
generator can be reduced to a very small value, so that we might 
get 80 per cent, efficiency at the terminals of the battery. Hence, 
total efficiency would be — 

Zinc to terminals So per cent. 

Terminals to E, the machine to be driven, 85 per cent. = 85 x 80 
s=68 per cent. 

Zinc, however, is a dear fuel, and the acids required to burn it 
^ cost more than air, which the coal gets for nothing to burn with it. 




And the waste products clog up the cells, so that, for these reasons, 
with all its ideal simplicity and high efficiency, the electric engine 
can be used only for very small powers. 

The induction or generation of electric pressure in moving con- 
ductors is therefore at present of first importance to the electrical 
engineer. 

With a horse-shoe magnet and a coil of wire and a voltmeter we 
can demonstrate the production of electric pressure by motion. 

In Fig. 122 we have a magnet and a coil of wire. If we simply 
thrust a coil of wire between the poles, there shall be induction of 
pressure, as shown at Fig. 122 in the end view ; but as the resulting 
pressures are in the opposite direction in the lower and upper half of ' 
the coil, there could be no current. But if we put the coil on an 
axis A B, and turned it about this axis, there would be current, for 
the two halves are cutting the lines in opposite directions. 

This is shown more clearly in Fig. 123, where a single coil is 1 
fixed on an axis rotatable. In the position shown by the black 
lines it is cutting no lines of force, as these stream straight across 
from pole to pole, but as it moves round it will cut all the lines. 
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The current will be zero in the positioo of the black lines, then flow- 
in one direction while the coil makes a half revolution ; when the 
current will be DOthti^ again, it wiH oommeoce to flow in the 
oppusite direcuoo. so that we will have two 
currents in each revolution and two zero points. 
We could represent the action by drawing a 
straight line representing the zero line and 
cmres representing the rise and fall of the 
currents, the etudes above the line representing 
current in one direction, and those below the 
line representing current in the opposite direc- 
tion : or, if we Hke. let the pressure generated 
. be represented by these cur\-es. This current, 
first in one direction, then in the opposite 
direction, alternately, is called an alternating 
— "■* current (see Fig. 124). 

In order to get the pressure all in same direction it is necessary 
to commulate these alternate pressures. This is done by fastening 
to the two ends of the coil a split tube, as shon-n in Fig. 125, and 
applying two rubbing con- 
tacts, so that the shts are 
under the brushes at the 
moment the current changes. 
By this means we get a 
current always in one direc- 
tion, but not continuous, for it is at zero at the moment of change. 
We can represent this, as shown in Fig. 126, wherein all the curves 
are above the zero line. 

The coil may have many turns, and instead of an empty coil of 
wire it may be wound into an iron 
bobbin of a section sho«Ti in Fig. 127, 
the wire being insulated. This is the 
form of the old shuttle-wound Siemens 
magneto machine. 

The coils may, however, be wound 
on a drum (Fig. 12S), and divided into 
two coils with four ends, the coils 
being at right angles to each other; 
the pressure in the one will be at its 
maximum when the other is at zero, 
and if not commutated would be like 
the cur\-es in Fig. 129, and when 
commutated would be nearly continu- 
ous, as the pressure would not fall below line F H in Fig. 
3a 
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Continuous Pressure Machines 



By multiplying the number of coils and splitting up the commu- 
'nto as many pairs of plates, we can get a practically continuous 
current. 

Fig. 131 represents a ring armature with four coils coiled on a 

ring instead of a drum. The ^.^^ ^^^ ^^^ ^_^^ ^_^ ^^^^ 

winding and connections f \j \f \j \/ \f A 

shown are those of the 

, Fig, ia6 

common gramme type, the ' 

commutator plates being connected to the junction of the coils, 

and the coils forming a continuous wire over-wound all round the 

ring of soft iron. 

Fig. 132 shows a ring armature with eight coils between the 
poles of a magnet. It will be seen that the 
coils cut the lines of magnetic force twice in 
each revolution. If the wire was wound nn 
a drum it would be the same- 
revolution. 

The brushes are placed so as to make 
contact with the coils which are not bein^ 
cut by the lines, coils a and 6. If the winding 
is followed out it will be seen the three coils ■■". w/ 

to the left of a and 6 are in parallel connection with the three to 
the right of a 6. 

The ring is made up of iron wires or Iron washers in order to 
prevent currents being 
induced in itself. 

When the armature 
is doing no work, no 
current passing in its 
armature wires, the lines 
of force are uniformly 
dense in the air gaps 
between the armature 
and pole faces. But this 
is not so when the armature carries current in its wires, for then 
the armature becomes a magnet, with poles N S at the coils 






which are for the moment under the brushes. This is shown in 
F'g- ^3^ for ^ dynamo, where the effect is clearly seen. The lines 
103 



3 



Magnets and Armatures 

of magnetic force are shifted and crowded round to join th« 

opposite poles of the field-magnet to the poles of the armature 

J* , This effect is, of course 

•^ /'7^'^'9^W?^'\ " '9V'\ — greater, the greater th. 

' ' ' I V V V V' V \ \ \' \ \ current in the armature. 

F"'- "30 In fact, every dynam*^ 

and motor consists broadly of two or more magnets. In th- ^e 

common bipolar machine one magnet is a fixture, the other movabl e=>e 

rotates, and when little or no current is on, the poles of the movabl_^C]e 

armature are at right angles to the poles >"— ^ jf 

the fixed one, and the lines of force of th«: — ]q 

fixed magnet are nearly uniformly sprea^^aj 

across the air gaps. But immediatet jy 

current passes in the armature the lin^^cj 

are drawn round, as shown in Fig. 13 j 

This is an important fact, for consider^^J 

as two magnets the power of a dynamo -^r 

motor depends on the sum of the streng- xb 

of the two magnets. As an Illustration of 

this let tlie field of the fixed and rotatixig- 

Y^^ magnet be equal to 1500 when added 

together, as they really are, as shown in 

the figure. Now this sum could be made up by an armature of 

750 and a field of 750, or it could be made up of an armature of 
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500 and a field of 1000, or as an armature of 300 and a field of 
1 200, all at full load. 

This distortion of the lines is less the greater the proportion of 
the total force belonging to the fixed or field-magnet, as can be readily 
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fniderstood when we consider there is no distortion when there is 
no current in the armature coils, and that it increases with the 
current in the armature. 

It is therefore desirable in dynamos and motors to make the 
field-magnet strong and the armature comparatively weak, as 
magnets. 

That is to say, the ampere-turns on the armature should be 
much less than the ampere-turns on the field-magnet at full load. 




not more than one-half in most cases ; but the ratio varies in 
different designs, and depends upon the air gap length principally, 
for the current on the armature tends to send lines of force through 
the magnet pole-pieces, as shown by a thick dotted line on S S pole. 
The pressure developed at the brushes of a dynamo depends on 
three factors : the speed of rotation, the number of lines of force 
crossing the air gaps, and the number of turns of wire on the 
armature. 

N represents the speed in revolutions per minute. 
Z the lines of force in the atr gaps total. 
Nt the number of turns of wire on armature. I 

E the electric pressure at the brushes. 
Then. E = N, 2, Nt. lo"". 

The lo"" is a short way of writing a long number ; it means 
dividing by 1,000,000. Suppose we have it given to multiply 
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r4,35 X io~*. it would beoxne 0.00000455 
dedmal point six places. 
If the index, as the little %Tire is called, is written amply 10*, it 
means the whole number is to be multiplied by 10 as many dmes as 
the index indicates ; thns, 4.35 x 10^ would eqial 4,350,000, moving 
the decimal six ^ures. 
The common type c^ rii^ armature for small machines is sbowa 
at Fig. 134, built of ring stampings of annealed iron and "" 
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gun-metal spokes. Three insulating washers, one at eac h end and 
one in the middle, have projecting horns for driving the conductors. ' 

Pig- '35 shows the common drum armature core with a view o€ 
one of the stampings. 

It may be as well to refer to the methods in use for calculating 




' — Dim Armatnre 



the details of a continuous current dynamo or motor. There is ! 
hiatus in the processes, for no direct m«hod for finding Z or Nt, th( 
unknown quantities, has yet been given. From one authorit>' 01 
dynamo design we quote : " The determination of the best diametel 
and length of armature, without reference to other designs 01 
machines previously built, can only be effected by a method of iria 
and error." 
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a new design 
But this ought 
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true. The consequence is that In 
dimensions are found by expensive experiments, 
not to be the case. 

There can be no excuse for such a method as the following. 
An armature is required for a given output, find Z or Nt, and the 
dimensions of the field-magnet. This is how at present we pro- 
ceed, " After a preliminary estimate we are led to allow 6 volts 
loss at full load on armature, and to determine upon 234 as Nl" 
But as to what the preliminary estimates were, or how determined, | 
nothing is said. 

We must now consider the generation of electric pressure by a 
continuous cutting of lines of force in one direction. Machines 
made on this principle are called 
unipolar machines or non-polar 
dynamos. The latter is by far the 
best term. 

The simplest machine of this 
kind is shown in Fig. 136, A 
magnet has a wooden trough of 
circular shape fitted about two- 
thirds up from the lower pole, with 
mercury Inside the trough ; a hole 
is made in the magnet at the top, 
also containing mercury. 

A bent copper wire Is pivoted 
at the bend so as to rotate freely 
and make electrical contact with 
the mercury in the hole. The 
lower ends are riveted to a thin 
copper ring tloating freely in the 
mercury. If now the wire is spun 
round on the pivot a continuous current is produced when we 
connect the mercury trough and the magnet through a circuit, say 
a galvanometer. This current Is due to the wires cutting the lines 
of magnetic force continually In one direction. 

If an electric current is sent up the magnet and down the copper^ 
wires and out by the mercury trough, the wires will spin round as a 
motor, beautifully showing the reversibility of the dynamo : by 
applying power it gives current, by applying current It gives power. 

This elegantly simple method of producing continuous electric 
currents has fascinated every electrician, and many schemes have 
been proposed to make a practical machine on this principle. The 
result of all the labour has hitherto been to produce machines of 
2 or 3 volts pressure and very large currents, useful for electro 
metallurgy and electrolysis only. 
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WKai has bailled inveoUH-s has been the to^iassibiUty' of 
geoing armature conductors in series oa ifae armature: every 
attempt at this has failed, hence the noo-pobr machine 
refliains at this date as a d\'naiDo with only ooe ixiodtxitor on 
the armature. 

The latest and best machine of the kind is one made by Thiessrs. 
C. A. Parsons & Ca It is still a ooe-coodiKtor machine, but as 
it is driven by a steam turbine at a high rate of speed. 8 or lo 
volts may be obtained. 

Fig, 137 shows this machine partly in se ct ion. C is a soft-iron 
c)iiader or bar on which is threaded a copper tube dd. Over its 
middle part it is mounted on two bearings with a pulley for driinng. 
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A three-poled magnet is applied, one pole in the middle and one at 
each end. An exciting coil is fitted over the middle pole, so that 
the copper tube revolving continually cuts the lines in the same 
direction, and a current at a few volts pressure is produced and 
collected by the brushes 6 b. 

The great advantages of these machines are, first, no lamina- 
tions are required in the armature, the armature is soft iron solid, 
and no commutator, that source of great expense and no little 
trouble in bipolar and multipolar dynamos. These two advantages 
are so great that attempts are still being made to get out a practical 
lachine at high voltages. And it may be here stated that the 
author has found a solution of the problem ; but it cannot be given 
here until fully proven. 

Messrs. Parsons' machine is here illustrated joined to an electro- 
motor, a combination whereby, say, a 250 volts supply can be 
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reduced to 5 or 6 volts for electrolytic work. Such a com- 
bination is called a motor generator. 




As to the power of these machines, Professor Forbes made one 
with an armature 6 inches diameter, g inches long, which gave 
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Calculation of Electric Pressure 

a volts, 5000 amperes at 2000 revolutions per minute. Assi 
a 6 inch bar to take 500 lines of force in this machine- 

Z = 500, 

N = 2000, 

Nl=i ; 
hence 500X2000X1 io~*= K = i volt. 

But there are twice 500 lines cutting the tube ; for 500 go to; 
the left N. pole and 500 to the right N. pole (see Fig. 164}. Thus 
we get 2 volts. 

The large multipolar dynamos with huge laminated cores weigh- 
ing tons, and immense commutators of exceedingly great expense 
in making, which are now in use, are bound to be superseded at no 
distant date by something on the lines of the non-polar dynamo. 

The Ferranti and Hookham electricity meters are essentially 
non-polar motors. And the magnetic brakes used in all motor 
meters are also non-polar generators. See special Plate No. VII. 
for illustration of the first practical unipolar dynamo, having a 
tubular armature over each pole of a horse-shoe magnet. 

There are some glimmering prospects that continuous currents ol 
electricity at any desired pressure shall be generated direct from' 
coal or other fuel, without the intervention of any machinery, and 
that we have to look to the chemist, instead of the engineer, for 
future improvements. The thermopile does not meet the problenv 
as it is only a heat engine. 

In all attempts to obtain electrical energy direct from fuel, it 
must never be forgotten that there must be no heat about the pro- 
cess ; any heat developed is so much loss, Energy is convertible 
from one form to another, but only on the down grade is it profitable. 
Energy is graded ; heat is the lowest grade, to which all energy, once 
liberated, falls. Electrical energy is of a higher grade, falls to heat, 
and is so lost. Chemical affinity, or the energy locked up in the 
elements, is of the highest grade ; it can be converted into electrical 
energy, and then into heat, as is done when we heat a wire by a 
current from a galvanic battery, or the energy may be at once con- 
verted into heat by combining, as when hydrogen and oxygen are 
e.\ploded. If electricity is to be had direct from the elements, the 
energy must not be allowed to run away as heat, that is. to a far 
lower level than electricity in the scale of energy. 

This is a fair example of the present procedure in determining the detaill 
of the design of an armature. 

Here V = revolutions, instead of N in our formula. 

and N = ilux, instead ofZ, 

and S = number of turns of wire on armature, instead of Nu 

no 
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Example of Calculations 



"In the case of a 25 K.W. dynamo, the loss by heat is C-R = 3,5 per cent, of 
the oulput=625 watts. Hence the armature should have an exlernal surface 
of 625 square inches. With no special mechanical condition to meet, the best 
<^r OSS-section for a Siemens armature core is square; hence c/=ll.5, and 
sectional area 132. The insulating material between the plates and ihe space 
Occupied by the shaft compose about 20 per cent, of the core in the average 
ariTiature, leaving So per cent, of iron ; hence the effective area of this core is 
*32X.So= 106 square inches = 6S4 square centimetres. IfB^ is 10,000 C.G.S. 
»'»xes per square centimetre, N is 6,840,000 C.G.S. lines. At a periphery 
?p€;ed of 3000' per minute, the number of revolutions per minute is V= 1000. 
* hen from the formula 

f, 6oxExio* 
~ 6,840,000 X 1 000 
^ <3erived at once the number of conductors on the periphery of the armature. 
'' I35 volts be desired at the brushes, S= 1 10—, or there must be a total of 
55 turns on the armature. Gn account of the loss of pressure in the arma- 
'^^e, &c., it is desirable to add a few extra conductors, and for the best forms 
°* winding an even number of turns is desirable. Fifty-six turns may therefore 
''^ chosen, and these can be wound on the core as 56 coils of one turn each, 
'8 coils of two turns each, &c. Choice must rest upon the conditions h'kely 
"^ give the least commutator sparking and the most compact winding. The 
^^mature under consideration should therefore be wound with 56 coils of one 
^iirn each." 

From the foregoing it seems all depends on the watts to be lost in the 
armature winding. It lakes no account of many points of far more importance; 
m fact, it is a process used for want of one which would directly determine 
2 from the output required. 

2=1140, 
Nt = iio, 

N =: 1000; 

hence 1140X 1 10 X 1000 X 10"= 125 volts. 

Those who make machines choose different designs, but in most cases the 

formula for finding Z used by the author — 

Z= VK.W. 12,500x2, will give good results, and 
Z= j^K.W.x 12,500x3 will give better results. 

The constant 12,500 is for 1000 revolutions per minute and must be 
increased in proportion as the speed is decreased. Thus a sf>eed of 500 would 
raise constant to 25,000. 
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CHAPTER VI 

ALTERNATING CURRENT MOTORS AND GENERATORS 

We have seen that the machines for generating electric pressure 
are, all except the non-polar dynamo, machines in which the electric 
pressure is alternating in the coils of wire on the armature. When a 
wire sweeps along in the air gap its pressure is in one direction 
when the coil is moving in front of a N., and in the opposite direc- 
tion when moving in front of the S. pole ; hence, to get a continuous 
current from these machines a commutator is used in order to turn 
them all into one direction. With a single coil we use a split tube 
commutator, so that the -f end of the coil is always in connection 
with the positive brush, and the negative end of the coil always in 
contact with the positive brush, and we also place the brushes so 

that they slip from 
one section to the 
other at the mo- 
ment when the 
current is revers- 
ing. 

If we rotated 
a loop of wire in 
a magnetic field 
whose ends were 
attached to two 
plain copper rings 
on the same shaft 
and applied two 
brushes, we would 
get an alternating 
current, as in Fig. 
139- 

The simplest 
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alternating current generator is a continuous current dynamo, 
with two copper rings insulated on the shaft and connected 
to two diametrically opposite points of the armature winding if it 
is a two-pole dynamo. This is shown in Fig, 140. The ordinary 
brushes and commutator are used to excite the machine, and, in fact, 
a continuous current can be drawn from one end while an alternating 
current is being drawn from the other end at the copper rings. 
112 



Alternating Generators 



As the armature revolves the copper rings will be ahemalely 
positive and negative, the maximum pressure being at the 
moment when they are connected to the brushes through the 
winding, and the reversal or minimum at right angles to the line of 
commutation. 

The frequency, that is, one positive and one negative impulse, 
will be one "' per revolution ; if the speed is 2000 the frequency 
will be 2CXX) per minute or -^ = 33.3 per second. 

The maximum E.M.F. shall be the same as that at the brushes 
on the continuous current side, say 250 volts, but the average volts 
will be less, because the pressure waxes and wanes — ':=^-— n— — , — 
from zero to 250 and from 250 to zero again. The volts measured 
on both sides with a voltmeter reading correct for both alternating 
and continuous current shall be as i is to the v^a ; the ^2 is equal 
to 1.41, so that to get 100 volts on the alternating side we would 
require to get 141 volts on the continuous side. In the case of a 250 
volt machine the proportion would be the same, — — ^77-3 would 
be the volts from the alternating side; or if we required 250 volts 
alternating, then we 
would require to make 
the machine 250X 
1.41, or 352.5 volts 
continuous pressure. 

Now we can cal- 
culate out a continuous 
current machine for 
any voltage, hence we 
can just in the same 
way calculate out this 
alternating machine, 
making the above 
corrections, and the """ "" 

output in kilowatts will be the same for both sides of the machine 
separately ; for although the volts are less on the alternating side the 
current may be greater for the same heating of the armature, for it is not 
continuously " on." This machine is the simplest alternator, and gives 
a single-phase alternating current, that is, in one alternating circuit. 
But we can take two alternating ci:rrents from this armature. If 
we connect another pair of rings to two points at right angles, as in 
diagram, Fig. 141, to the first two, we will now get two currents in 
different phases alternating ; one will be at its maximum strength 
when the other is at its minimum, or zero value. The one is said 
to be in quadrature to the other when they follow each other at 
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right angles, one zero when the other is full value, and the pulsations 
or frequency are the same ; but they are not co-phasedly synchron- 
ous. When two alternating currents are co-phasedly synchronous 
they keep step, the maximum and the minimum occurring simul- 
taneously and of same sign. 

They are called " Two- Phase Currents" popularly. Properly 
speaking, there are two currents in different phases, i.e. in quad- 
rature. 

The E.M.F. would be the same as already found in each 
circuit- 
Then we could connect three wires to such ^ machine to 
three rings connected at points 120° apart from each other and 
„ get three currents, each 

differing In phase from the 
other by 120°, and thus get 
three currents in different 
phases but with exactly the 
same frequency and pressure. 
Such a machine is very 
useful in laboratories for eleo 
trical engineering, also in other 
experimental work, also as 
converters to be described 
later. 

For experimental work 
^ "" '■•' and for manufacturers who 

make apparatus such as arc lamps, motors, ammeters, voltmeters, and 
the like, and require to test them, whether alternating or continuous, 
and at various frequencies, one machine is sufficient for all purposes. 
It should be a multipolar machine with at least six or eight poles, so 
that at a speed of 1200 per niin. the frequency would be 20 --per 
revolution, and with eight poles 4 x 20 would be the frequency- 
namely, 80 per second. 

If used in a factorj- it can have a three-cone speed drive 1200 
for So'— , 900 for 60'— , and 600 for 40 " frequency. Few com- 
mercial apparatus would not come within this compass. The field 
winding should be capable of coupling up in two parallels and three 
parallels to suit the speeds. 

The day has arrived when small alternators may be generally 
discarded. Continuous current is so easily obtained and suitable 
for all purposes that engineers may not now give small alter- 
nators that attention they at one time required. One case 
where the alternating generator of special design would still 
be useful is in ship - lighting. Low pressure, 1 10 volts or 
less, is ample and preferable to a higher pressure ; safety is 
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the first consideration, the saving in copper effected by using 200 
or 250 volts would be nothing to speak of in a ship plant. 

For this purpose an alternator, self-exciting, coupled to a high-speed 
compound engine, is a far hardier pliint than the continuous current 
plant in the same circumstances, and it should be a machine giving 
two currents in different phases, in quadrature, so that motors without 
commutators can be used for pumping, hoisting, fans, and so on. 

A frequency anything between 40 and 50 is found to be best 
for most purposes. If these frequencies are desired at a lower speed, 
more poles must be employed in the machine. 

Electric welding requires in most cases an alternating current of 
low voltage and large volume. This is best obtained by a special 
machine of this type, shown in Fig. 140, giving about 141 volts 
continuous for exciting the field from a small commutator, and 100 
volts alternating from two rings of copper, and this alternating 
current is then transformed from a high to a low pressure in the 
welding machine. 

The great future for alternating currents is their use for long 
distance transmission of large powers, from centres where fuel is 
cheap, or cheap power available, for which large generating machines 
are the only ones worth considering. The practice is becoming 
uniform to use flywheel machines — that is, machines in which the 
engine flywheel forms the carrier of the magnets, and revolves 
inside of a circular frame carrying the armature coils. 

When we come to require large powers we must have multipolar 
fields and a different form of winding on the armature. The 
winding consists of as many coils as there are poles on the magnet 
when a single-phase machine is required, twice as many coils for 
two-phase currents, and three times as many for three currents. 
We may consider the single-phase alternator first. The poles 
are usually equal in breadth to the spaces between them, as shown 
in Fig. 143, where a portion of a flywheel with outward pro- 
jecting poles are shown inside an armature canying coils on its 
inside face. These coils when laid in place make spaces and 
wires equal in breadth all round — that is to say, the pitch of the 
wires and spaces are equal to the pitch of the poles. This is 
shown in Fig. 143. A ring armature is shown in Fig. 144 by 
diagram showing the winding and spaces. 

In a multipolar machine like this, and with all the coils in series, 
we use / in the formulae for the number of pairs of poles, and K, a 
constant, depending on the disposition of the wire on the armature. 
If the poles and coils are equally pitched, and laid in the armature 
in slots, K is about 2 in value ; hence we get E = K, /, Z, Nt, N, 
10"*, the former formulae for continuous currents, with constant K, 
and number of pairs of poles,/, additional. 
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^B This formula gives only an approximate result in practice, for 

^V there are actions in these machines which caiinot be reduced lo 

^1 figures ; but the results are very nearly correct, especially in machines 

^M worked with a very great magnetic flux and small armature winding, 

^B great Z and small Nt, in the armature. 

^H Alternators should not be worked at great magnetic flux density 



in the armature core, for at high density and quick frequency there 
is a great loss by hysteresis in the iron, a loss due to internal 
electrical currents. An armature which hums loudly when loaded 
is, as a rule, worked at too great a density for the frequency used, 
The density, or B, in the armature core should not exceed twehe 
English lines of force per square inch of magnet section at the very 






utmost. Even at that flux density, with loo "- per second, 6 horse- 
power per ton of iron is lost. Alternators require, for this reason, 
to have far greater proportion of iron in their structure than con- 
tinuous current generators. In the formulse given for calculating 
E, the Z is the flux total from one pole, i.e. between one pair. 
Il6 



Multipolar Polyphase Windings 



Hence in a ten-pole m^ichine at 360 revolutions per minute, and 3 
flux of 500 between one pair, we get 

2X5X500X500X looox io~*=2500 volts, 
there being 500 turns of wire all round the armature. 

Referring now to Fig. 142. If the armature is to be used for a 
single alternating current the spaces are empty between the wires 
crossing the inner face of the armature, the coils being fastened to 
this inner face. By laying on two series of coils overlapping, so that 
the wires of the one series fill the spaces of the other series, we 
shall get two currents, and their difference of phase shall be in 
quadrature, commonly called two-phase currents; the one shall be at 
a maximum at the moment the other is at a minimum value, for the 
wires of one series shall be immediately ovtr the poles at the instant 
the wires of the other series are between the poles of the field- 
magnets. This same thing is shown in Fig. 144, which shows a 
portion of a ring armature 
inside a field-magnet, with 
inward projecting poles. If 
wound with twice as many 
coils as there are poles, say 
in a twelve - pole machine, 
twelve coils under the poles 
and twelve colls between the 
poles, then we must couple 
the twelve under the poles in 
one series and the twelve be- 
tween the poles all in another 
distinct series, and get two 
currents in different phases. 

The celebrated Gramme^ '^"" '^^ 

made a machine like Fig. 145. Wound all over on the armature 
he found that the coils under the poles differed in phase from the 
other coils, and connected his circuits so as to get all the coils of 
same phase in one circuit and all the coils of different phase in 
another ; in fact, his machine generated two currents in quadrature. 

In Fig. 143 a portion of a ring externa] armature is shown, with 
a portion of a llywheel magnet for producing three currents in 
different phases. Here one is at its maximum. A', say positively, 
while B' is at half full value positively, and C half full value 
negatively. Then A is full value negative, B half value negative, and 
C half value positive. 

It will be perfectly clear now that alternators, whether for one 
current, two currents, or three currents, are all the same, only the 
armature coils being differently subdivided and connected. 

' Fiiie Prof. S. P. Thomson's " Polyphase Machinery." 
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Iron Cores in Alternators 

The »ngle-pha5e machine however, will ghe only half the 
output, for half the annature space is empcy. 

In the history of the akerrator, optntoa has swayed from side to 
^de upon the question of irooless amatures and armatnres with iron. 
British makers inclined to the trookss type at first. Siemens, 
Fexranti, iltjrdej-. and CromfKon 
machines were all for some time 
irookss discs. But the armature 
' consisting of thin iron stampings 
carrying' the conductors has many 
"^ advantages, and now the universal 

practice is to use scampHogs like F^. 146 to build up armatures, 
the conductors being laid in slots and connected in the proper series 
and groups to give single, two^ or three currents as desired. 

Multiphase machines actually generate pressure in t»'o or more 
distinct windings, and these windings can be used separately in con- 
nection with separate external circuits, but then in the case of two 
circuits we would require four line wires, and in the case of three 
circuits six line wires. 

Biit the circuits can be connected on the armature, and »nres 
saved, by se\-eral methods. 

Fig. 147 shows what is known as the star sj-siem of coupling 
three circuits in different phases. It is further illustrated by a simple 





^L termi 

H curre 



ring with three coils (Fig. 14S); m n are the three terminals of 
the machine. 

Another method, the mesh system, is shown at Fig. 149. The 
coils are shown on a simple ring, as before, at Fig. 1 5a 

Now, the line wires go from m n 0, and it is to be noted that 

the pressure difference between the wires is greater than at the 

terminals of the coils when the coils are coupled as a star, but the 

current is the same in the coils and e.xtemal circuits, while with a 
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mesh coupling of the colls the external currents are greater than 
those in the colls, while the pressure is the same inside and 
externally. In the star system the pressure in the line wires is equal 
lu that in the coils multiplied by ^/j — that is, 1.73. 

In the mesh coupling the current carried by the coils is multi- 
pited by 1.73 to get the value of the current in the line wires. 

The same applies to two-phase circuits. Here we make one 
wire a common return, in fact, a three-wire system. The maximum 




current in the middle wire will be equal to the current in the other 
two wires multiplied by ^'2 — that is, by 1.41. Fig. 151 illustrates this 
system ; a b are the two outer wires in the junction of the other two. 
In a continuous current system the pressure between the outer 
and inner wires is half the pressure between the outers — that is, if 
the outers differ by 200 volts, the difference between these and the 




inner wire is loo volts. That is not so with a two-phase three-wire 
system. If we add the pressures between the outer and inner wire 
the sum will be greater than the pressure between the outers ; in 
fact, it will be 1.4 times greater, so that if the outers differ in pres- 
sure by 100 volts, the difference between a and b would be only 140 
volts — that is, '°° -- - °^ = 140. 

A mesh system of coupling a two-phase system is shown in 
Fig. 152. To feed 100 volt lamps the pressure between a a and i b 
would be 141.4 volts, and the current in the wires 1.41 times that in 
the lamps, so that it need not be considered as a practical system. 
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^H A star system of two-phase connections is shown at Fig. 153, 

^V with the junction joined by wire to the lamp circuit junction aty'. 
^M There will be required to feed 100 volt lamps 200 volts from 

^H a to a^ and i to ^', and 141 volts from a to ^ or a' to li'. 
^B The two-phase system is not nearly so useful as the three-phase. 

^^M It requires heai ' 
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Wires and is difficult 
to balance. 

The three-phase 
star coupling (Ftg. 
154) with the junc- 
tion earthed is by 
far the best system 
of working ; hence 
most multiphase al- 
ternators have their 
coils coupled in star 
connectioa 

The generators 



being coupled in star connection, the consuming apparatus motors or 
lamps must also be coupled in star. 

M. Dobrowolski had lamps made, both arc and incandescent, in 
which there were three carbons, so that they could be star con- 
nected to a three-wire system of three phases. 

But the chief use for multiphase currents is to carry large 
quantities of energy over 
long distances, from some 
cheap source, to large con- 
sumers, the energy carried 
at 20,000 volts or more, and 
transformed into continuous 
or alternating current, and 
delivered at 400 or 500 volts- 
It is only due to its facility 
in conversion from high to 
low pressure that a muld- 
phase system is of value. 

This easy conversion is, 

however, of very great value 

in practice, hence we must 

currents and alternating apparatus 
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Fig. 133.— Two- Phase Star Systen 

consider the use of alternating 



for every purpose for which they can be advantageously applied. 

The alternating current system was originally introduced at s 

time in the history of electrical engineering when things generally 

were in a commercially undeveloped state in the electrical worli 
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Polyphase Circuits, Star and Mesh 

It offered a ready means of supplying current to customers few and 
far between. A high-pressure system of mains was rim up, often 
overhead like telephone wires ; a transformer was fixed on the con- 
sumer's premises, which converted the high pressure to low pressure 
and delivered the current. 

Incandescent lamps were then ranging in pressure from 50 to 
1 20 volts — 1 20 volts was then considered very high pressure for a con- 
sumer to use — 
and the three- 
wire system was 
imperfectly ap- 
preciated or mis- 
understood by 
thethen advisers 
on these matters; 
hence the alter- 
nating system 
was adopted in 
many places for 
distributingelec- 
tricity for light- 
ing purposes, 

and, once established, it has in most cases been adhered to, not 
because of its having proved to be the best system, but because 
it would cost an enormous amount of money to scrap these 
systems and put in another. When first introduced the alternating 
system had many features to recommend it for the then existing 
conditions for supplying electric lights. 

And still in some places, such as outlying suburban districts, it 
can be used with advantage 
in supplying electricity for 
lighting. But in crowded 
centres like those in London, 
Glasgow, Edinburgh, and other 
cities, the three-wire system of 
continuous current supply at 
500 volts between the outers 
and 250 between the outer and 
inner wires is far better; for 
the bulk of the energy is delivered within a comparatively short 
distance of the generators, one set of supply mains with feeders 
are used instead of two sets with transformers, as in the alternating 
system, and continuous current motors can be used with all their 
advantages over any presently known alternating motor. And, for 
electric traction, alternating current is only of use to convey the 
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large quantities of energy from the generators to distant parts 
of the line to be converted into continuous current to work 
the cars. 

For power purposes, the multiphase motor is better than the 
single-phase motor, because it is self-starting under some load, while 
the other requires a starting device even under no load ; while the 
continuous current motor starts under many times its full load, 

Tlie alternating current motor and motor generator must be 
used in the large distribution schemes, and many small motors are 
required for the existing established alternating systems. The 
electrical engineer must therefore study these machines and their 
possibilities. 

The continuous current motor has not as yet been specially 
mentioned in this work because there is nothing to distinguish it from 
a continuous current dynamo ; the best practice is to make them 
alike. In later volumes special designs for special conditions shall 
be considered, but still the continuous motor and generator are 
essentially alike. 

The same can be said in a sense of the alternating motor, but 
that only of one type, that which is known as a synchronous motor. 
Any alternator can be run as a motor on any alternating supply, 
but it must run synchronously, that is to say, its frequency must 
keep step with the frequency of the supply. The frequency is 
equal to the number of pairs of poles multiplied by the revolutions 
per second. 

To find the speed of synchronism for a synchronous motor in 
revolutions per second, divide the frequency of the circuit upon which 
it is to be worked by the number of pairs of poles, -^ ; say ^ = too, 
and the motor has 5 pairs of poles, then -— = 20 revolutions per 
second, or 20 x 60 = 1 200 per minute. 

These motors exert great power, are highly efficient, and must 
of necessity maintain constant speed, as they must keep step with 
the generator. If they are overloaded they will stop. 

They have two objectionable drawbacks : first, they must be 
excited, or, in other words, their field-magnet must be magnetised 
by a continuous current same as an alternator requires ; and 
secondly, they must be started up to speed before coupling on to the 
mains — they will not start to run themselves unless previously 
speeded up to full speed by some external means. These are 
serious drawbacks, but still there is a field of usefulness for such 
machines, and means for starting and exciting them have been 
found. 

A proposal for both purposes has been successfully applied by Mr. 
Mordey, whose machine (Fig. 1 56) is here illustrated. The alternator 
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Synchronous Alternating Motor 

has a fixed disc armature and njvolving field -magnets, and carries 
on the shaft a small continuous current generator for supplying the 
current to the magnet coils for exciting purposes. 

Mr. Mordey's plan is to use an accumulator to start the machine 
by driving the little exciter as a motor by the accumulator current ; 
then when the speed is up to synchronising speed, or just a little 
above that, the current from the external alternating circuit is gra- 
dually turned on to the alternating armature, and continuous current 
from the exciter turned on to the field coils, the alternator will drop 




Fig. 136. — Mordey Alternator 

into step, and then the accumulator is cut off and full pressure turned 
on the motor. The accumulator is charged from time to time from 
the exciter circuit when required. 

The exciting current in these machines must be adjusted to get 
the best effect. A shunt or separately excited continuous current 
motor can adjust its own speed automatically to correspond to the 
strength of the field, but a synchronous motor cannot alter its speed ; 
hence we must adjust the exciting current in a synchronous motor. 
To find the best exciting current practically, the motor should be 
run synchronously at no load on the circuit it is intended to work it 
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die akcmating cur- 
re=£ is a BnntmL In this test 
e-.efTdbn^ must be quite Donna!, 
- f^vtrs. &ictexi. but simply the 
'--. frecTithoutanyload 
■ - iDustrates a s)n- 
— otor of the author's 
df^'^a. In this machine the 
starthtg and exciting are both 
SecdM ^ ^ ^M m^Mttmi JiAi id rrwuri f% accxm^sfaed by a commutator, 
^"■•■■^ ijjp aimature is wound double and 

the poles staggered — that is^ tbe poles oa one side are opposite the 
spaces on the other side (Aomu Fig. 1 5S) ; the starting is made by 
the alternating current acting alternately in each armature winding 
without exciting the 
field ; when synchron- 
ous speed has been 
reached the alternating 
current is switched 
direct to the armature 
circuit and the commu- 
tator then rectifies, that 
is, commulates part of 
the alternating current 
always in one direction 
through the field- 
magnet, thus exciting 
them. 

This machine can 
also be started by ac- 
cumulatorswithout any 
separate exciter. But 

the motor for alternating currents is the induction motor, so called 

because the field circuit is alternating and induces current in ths' 
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■ Theory of Induction Motors 

armature, the armature working with that induced current alone. 
They are made for one, two, or three currents, called respectively 
monophase, two-phase, and three-phase motors. 

Attempts have been made to trace back the induction 
motor to Arago's disc experiments, but there can be no connection 
shown between them. Arago only proved what Faraday had 
already proved — the generation of current in a copper disc moving 
in a magnetic field, only Faraday moved the disc in the field and 
Arago moved the field ; the currents in the disc would have moved 
Faraday's magnet if it had been movable. 

In Faraday's experiment or Arago's experiment we are dealing 
with continuous current only, and if there is no motion of either the 
field or magnet there is no current. And to make anything like a 
motor on either plan would require brushes and an external supply 
of current. 

Totally different in action is the induction motor, as will be seen 
by experiments with a third disc shown in Fig. 159. Faraday's disc 




^^t is 
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is shown in Fig. 160, in which currents are generated in the disc as 
_it is rotated, as shown by dotted lines on the disc under the poles. 
These currents of course tend to pull the magnet round with them. 
^1 that Arago did was to put the magnet vertical with its two 
' poles under the disc, and, rotating the magnet, proved the action and 
reaction between the two. But if we are to arrive at an induction 
motor we must take another starting-point. With a copper disc, as in I 
Fig. 1 59, capable of being spun round on a centre, first consider the ! 
plate at rest and placed over the pole of an alternating magnet at A ; ] 
we know that currents will be generated circulating concentric with / 
_ the pole, as shown In dotted circular lines at A. Now in the 
H Arago and Faraday experiments there are no currents in the disc 
H when it and the magnet are at rest, and cannot be any. 
^L , While the currents are (lowing concentrically in the disc round 
Bthe pole there is equilibrium — no tendencv of the disc to run round 




Induction Motor Theory 

one way or the other. But spin the copper disc rapiiily, and wc find^ 
what neither of the eminent philosoj hers demonstrated, that the disc 

will go on spinning round as long as we keep up the alternating cur ^ 

rent in the magnet. And this is due to the shifting of the induced T*^"^ 
currents with the disc. The currents Induced by the alternating ' 
magnet are not fully developed Instantaneously, but take time to reach 
a maximum; hence the current lags behind the magnetic impulse 
which sets It up, and lags so much that by the time the next magnetic 
impulse arrives on the disc the currents due to the previous impulse 
have been carried round by the movement of the disc into the 
position shown by dotted circles at B. that is, into a position where 
they come right over the pole, exactly where they will receive a 
push to one side or the other. The dotted circles are to all intents 
and purposes similar to coils of wire carrying a current 

The secret of the induction motor is this carrying round of the 
induced current during its growth. 

Fig. i6i shows this clearly on a spinning disc over a long 
alternating pole ; the whirl shown was set up when the magnet 





was a S. pole, and has been carried round so that one side of it 
comes under the pole when it is reversed. 

Fig. 162 shows same effect on a drum revolving between the 
poles of an alternating magnet. The current in the copper drum 
has just developed, but the drum has moved round, so bringing one 
side of the current whirl under the pole, where it will be acted upon 
by the magnetic tJux succeeding the one which set up the current. 

No rotary field theory is necessary to explain these motors ; it is 
the rotation of the armature that is the vital motion. Fig. 159 is the 
disc experiment to which the induction motor alone can be traced, 
and represents the single-phase induction motor as used in practice. 

Now we can similarly explain the two-phase induction motor 
by an experiment with the same disc of copper. Let a four-Hmbed 
alternating magnet be placed under the disc, as in Fig. 163, and 
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[et opposite pairs be coupled up to two current alternating in 
quadrature, the two whirls of current set up will now be acted 
upon by the other pair of poles even when the disc is at rest. 

For by the time the currents 
reached their maximum 

'alue the two magnetic poles at 

' 'ht angles will have reached 
maximum also, while the first 
two are zero. The disc will then 
be pulled round by the poles, 
and will now be self-starting ; 
but otherwise the action is the ' 
same — the attraction and repul- 

aon of self-induced currents by 

' le magnetic poles. 

The revolving pole and rota- 
ting field theory is not necessary 
to explain cither the monophase 
or multiphase motors. ^"^' '^^ 

As a matter of fact, two-phase motors have been made by the 
Author and others for heavy work by combining two single-phase 
motors in which no possible rotation of anything but the armatures . 
takes place. Fig. 1 64 shows the two armatures with one common wind- 4 
ing. They are placed 
in two separate alter- 
nating fields — one ex- 
cited by the one phase 
and the other by the 
other phase. Fig. 
165 shows the com- 

ilcte motor. 
The induction 
lotor consists of two 
_ arts — a primary 
and secondary. The 
primary receives the primary current or currents, and is usually 
the fixed part, and corresponds to the field-magnet. It is called 
the stator. The secondary carries only induced currents, and corre- 
sponds to the armature of a motor. It is called the rotor. They 
are bath as a rule cylindrical, and carry the wires in holes or slots 
near the surface, so that the magnetic resistance is reduced to a 
minimum. The clearance between the two must be very small. 

In small motors up to 5 horse-power the rotor slots or holes 
carry straight copper bars, joined at the ends by copper rings, 
as shown clearly in Plates V. and VI. 
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rThis is caDcd a ** sqand-c^c * «ini&^ and stxii a rotor is shown 
in Plaie VU wfacrc sqiare oopper tats ate carried in a laminated 
A ^ armarure in slots. The 
jP^^^^^ W sxalor is usually en- 
^^^■^^^^^^^^ cksed in a cast-iron 
M^^^^^^^^ ^^^^^ c*se. and is wound 
^^J^^^mW j| whli insulated wire in 
^^^^^^H^, ^^1^ '^ siots to produce 
^^^^^^^H^H l^n^sH^B ^^"^ *^ '"^^''^ ^''^ more 
^I^^^^^^H ■Hfl^^H pairs ofpoles, as shown 
I^^^^H ^^1^^ in Plate V. 
t^^^^^^H ^B^^H The following rules 
r^B^^H^B ^^^^^Bb^ ^^^ des^ning such 
^^C^^^^B^hLJ^^B^^^^ _-^ madunes are given as ^ 
tf^^^ ^™W^^^B^i-|jgy^^^^Jp^j^^ ™ -xi practice :' 
^^^^^^^^^^^^^^^^^^^K^^S^r ~ ~ -^'^^"^^ (iron t<M 
^^^S^^^H^B|H|^^S^^^^ ') rHth the dia^ 
^^^^^^R^^Sj^^Q^^^^^^^^^^ r.iiiiLer of the rotoi — : 
=^-~ Fhrr densities: in aii — - 
-. ,- ^^ ••.i_^i S^P- 30.OCO lines pe. a 
sqiare inch; in states r 
teeth, 60.000 fines per s^aic inch ; in rt«or ce^fa. S0.000 per sqiiai— « 
inch. Current dei^itT in rotor vircss iiooto I50oaIIq)erespe^squaI- 

»tnch■ Per^iberal speed, 6000 feec per minute. Ampere wires p^r 
foot in roojr. 300 (or sins up to 5 H.P. and 450 up to 100 H.E^. 
These data and the fuldanaental fenu^ £=4-4>(-~^SxN,x lo^* 
(S and N^ beti^ tbe numbrr of nants and the nomber of lines per 
pole) give tbedtfa for caknbdoain CCS. laiits.. 
A diagram of an indactkxi motor staior and mor is shown in 
Fig. 166. Tbe roter carries copper tods in boles, and these are 
joined by a copper rii^ at eacji m^ shown by the toner thick circl e . 
The stator has obloi^ boles far ■iudii^ in the exciting coils. One 
set of cotk are shown dotted in, fomui^ one pair of poles, tbe other 
set of coils would be similaiiy wound into tnc bole between, shom 
empty — chat is, for a two-phase madune; far a three-phase 
machine the boles would be (fivided tnto six instead of four, and 
three sets of coils used. 

.-\mpere wires per foot in staxor means tho, say, for a btiHiiiit 
machine oa soo volts, 

^^=20 amperes tbe current, 
then the number of wires per foot of periphery would be ^ = 1 5 i^) 
to 5 H.P.. and ^=22.5 up to too H.P. Say rf*e four-uut 
machine had an armature 3 feet in arcumferenoe. then 3X t5s45> 
the number of boles and wires in tbe rotor. 

■ rhnrill m. Soday af Am fcjfWin 
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Alternating Magnets 



where *' is radius, and 



A rule for the radius of the rotor is givi 
S speed in feet of periphery — 

The current density in the wires may be as high as looo per 
square inch in the stator. 

Mr. Heylands proposes to overcome the difficulties arising from 




Self-induction and magnetic resistance in induction motors by feeding 
in current by brushes on the armature. 

The idea may be gathered from the following statement and 
illustration copied from the inventor's description given in the 
Electrician of London. 

The principle employed is as follows: — Let Fig. 167 represent 
a three-phase induction motor with a simple short-circuited armature 
— a so-called squirrel-cage armature. Let Abe the stator or primary 
nature of the motor, and B the rotor or secondary short-circuited 
nature with copper bars distributed in holes or slots around the 
tumference, these bars being short-circuited at each end of the 
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armature by a ring K. Then, as is well-known, a three-phase 
alternating current generates a rotatory field in the stator A, which 
traverses equally both armatures (the stator A and the rotor B), and 
sets up a turning moment between the stator winding and the closed 
armature winding of the rotor. 

The problem is to convey currents into the winding of the rotor, 
which is closed in itself, and to convey them in such a way that they 
have exactly the same direction and phase as the magnetising 
currents of the stator which they are to compensate. 

The simplest way to do this is, as shown diagrammaticaliy in 
Fig. 167, by three brushes b b b which are in contact with the end of 
the ring K of the armature, and whose 
position with regard to the stator is 
so adjusted that the currents led to 
the armature have exactly the same 
direction as the magnetising currents 
of the stator had. The pressure oi 
these currents need only be very small 
(even if one assumes approximately 
the same number of turns on the 
stator and rotor), and they can be 
taken from a few turns of the stator. 

Thus a conversion of the current 
takes place from high frequency 
^primary armature) into low frequency 
(secondary armature), and yet we 
have not employed for this a commutator in the ordinary sense 
of the term, but have accomplished the conversion, as is seen 
in the diagram, by a continuous ring. In general, the so-called 
squirrel-cage armature would not be used, for the currents under the 
brushes would be too great. For example, a wound armature could 
be closed by a ring whose resistance bears a certain relation to the 
resistance of the winding. This has not any great effect on the 
efficiency. In the first place, the losses in this ring need only be 
small, and in the second place, we can reduce the losses in the 
winding by making the slots deeper and putting some more copper 
on the armature. The increase in the magnetic leakage thus caused 
is not important, as the phase difference is avoided by the arrange- 
ment described. 

The most remarkable thing about the motor is the commutation 
of the current by a commutator formed of a ring closed on itself 
It is natural that such a commutiitor is not at all complicated, 
and works as simply and sparklessly as the usual slip rings on 
induction motors. A pertinent objection is that a part of the 
exciting current must be lost in the shunt which the ring 
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forms to the winding. This is correct, but by the arrangement 
tlescribed the exciting current is already so reduced that this loss is 
■without importance. 

In all induction motors the principle is the same. A primary 
*^urrent sets up a secondary current by magnetic induction, and 
t-tie reaction between the induced secondary current and the mag- 
netic flu.\ causes rotation, A single-phase motor is just the same 
iiS a polyphase motor in principle, only it is like a single cylinder 
engine — it has dead points which it cannot get over without assist- 
ance. The two-phase motor is like an engine with two cylinders 
and cranks at right angles ; there are no dead points, hence it starts 
[itself. The three-phase motor resembles a three-cylinder engine 
ith three cranks 120° apart — also starts easily. 

The single-phase motor requires a separate starting winding 
m the field-magnet, or stator, or primary, as it is variously called. 
And by means of a resistance put in circuit, and connecting it 
in at the start, the current is divided into two circuits for the 
time being, and there is a difference of phase in the two circuits 
caused by the induction in the one and the resistance in the other, 
which starts the motor ; but the starting-power even then is weak, 
for the phase difference is not great, and the pull small on the 
armature. However, in small powers they form serviceable motors, 
and once started give a good efficiency. The only fault I have 
found in using them is that they are worked at too high a magnetic 
flux density in most cases, thus causing heating to a great extent in 
the iron of the stator and rotor. 

It is surprising how little has been done with the synchronous 
alternating motor in large towns like Leeds, where alternating 
currents have been so long in use and current available cheap for 
motors. There is also another type of motor suitable for alternating 
currents, single-phase, which 
is worthy of further de- 
velopment for small powers, 
Elihu Thomson's form of 
this motor is shown in 
Fig, 168. It consists of 
a laminated horse - shoe 
magnet, with an ordinary 
ring or drum armature, 
and a commutator with 
brush short-circuited. On 
sending an alternating cur- 
rent through the coil on the 
magnet, currents are induced in the armature winding, which are 
^nartially directed by the brush circuit into a path where they cause 
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Screening Motors 

a turning of the armature. Without the brushes the currents would 
circulate equally on each side of the armature. There would be equi- 
librium when at rest, as shown and explained by my disc experi- 
ments. Figs. 159 and 163 ; but if we could spin the armature round 
we would carry the induced currents round into positions where the 
magnetic field would act upon them effectively, and the speed would 
go up and the rotation go on. In Thomson's motor the opposing 
current slips across from brush to brush, and so allows the acting 
currents to start the motor ; the brush to brush current upsets the 
equilibrium, hence the starting effect. The same disturbance can be 
caused by other means if we take a disc, as in Fig. 169, balanced on 
a point, and place it over an alternating magnet ; no movement will 
occur — there is equilibrium. But put in a strip of copper to one side 
of the pole to cover a little bit of it, and rotation will at once com- 
mence ; why ? simply because the induced currents in the disc are 
not now concentric and equal all round the pole : the copper strip 
takes up a portion of the field to one side, and shifts the induced 
current in the disc, thus causing a pull to one side. 

The author has devised a motor for small powers, like the Eliha 
Thomson machine, with a pair of brushes on the armature. The 
stator is like that shown in 
Fig. 166, four polar. The 
rotor is a slot wound arma- 
ture, one bar in each slot; 
these are coupled in series 
as a gramme or drum or 
barrel winding. There is 
no commutator, the brushes 
being applied direct to the 
copper bars to start the 
machine, and switched off 
when full speed is attained; 
with the addition of the 
brushes the machine is 
like all other induction motors in action and in appearance. The 
illustration (Plate III.) shows the general design of the parts of the 
standard Westinghouse motors on the Tesla system. 

The chief drawback to all alternating motors yet devised is that 
they cannot be regulated in speed : the synchronous motor must go at 
one steady speed ; the induction motor must go at speeds near syn- 
chronism for economy, and cannot be regulated to f, J, or i speed, ' 
like continuous current motors. 
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CHAPTER VII ' 

DIELECTRICS AND ELECTROLYSIS 

I. Dielectrics 

■ Static electrical science proves that bodies may be charged with 
iwo different kinds of charges of electricity, positive and negative. 

Every substance has an equal quantity in or upon it, so that they 
are naturally neutral, the positive quantity neutralising the negative 
quantity. 

By various appliances we can separate the two electricities in a 
body, and in doing so expend force and do work ; but when they 
recombine the work is given back. 

So that in the electric circuit the dynamo produces electrical pres- 
sure in pulling the two electricities apart, separating them in the 
machine by the power of the engine ; they then press through the 
external circuit to rejoin again — for convenience we suppose they 
flow along in one direction only, from positive to negative. But the 
theory is thaj the negative electricity is thrown apart to the negative 
pole, and the positive electricity to the positive pole by the machine, 
whether a dynamo, a battery, an inliuence machine, or a frictional 
machine, and that the separated charges press or strain everything 
around to reunite again. 

If a wire is led from pole to pole they reunite, producing an 
electric current ; that is, the conditions allow them to recombine, a 
condition whereby electricity separated into positive and negative 
recombine through a substance called a conductor. If there is no 
conductor through which the separated electricities can combine 
again, or only a body tlirough which they can combine less rapidly 
than they are separated, the two electricities strain the dielectric 
between them. 

Referring to Fig. 1 70, a cell has two plates, zinc and copper, with 

two terminals T ; so long as no conductor joins the terminals there 

is a negative charge on the zinc terminal and a positive charge on 

the copper terminal, pressing against the air with r volt pressure 

1 to rejoin. 

If we join the two poles by a short copper wire, or good con- 
ductor, the electricities will recombine as fast as they are separated, 
jid no strain is set up. 

If we have plenty of power and no resistance in the circuit, the 
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Separating Electricities 

electridties vould be separated and racombined in great quantity. 
Tbe amount separated and recooibtoed is limited In' the resistance 
of the circuit. 

If instead of a wire jcHim^ the poles we fix lai^e plates to them 
and put them near tog^ber, attach one pole to one of the plates and 
the other pole to the other plate, the plates will be charged by ihe 
opposite separated dectridtj-. On first making contact a current 
will flow along the connecting wires into the plates, first rapidly, 
then more feebly, until tbcy are charged 

The amount that will flow in will depend on the area of the 
plates, also on their distance apart, and upon what substance is 
between them. If the substance is a poor insulator the current will 
not absolutely stop, for some of the separated dectridties will go on 
slowly passing through by " conduction." 

Now the fact that the quanttt)* of electricity charged on the 



i 



plates depends upon their superficial area and on the nature ' 
substance separating them, shows that the electricities have effects 
in the substances separating them from recombining. 

Any substance which is placed between two conductors, each 
charged with electricity of opposite kind, is called a " dielectric, " 
and is acted upon by the opposite electric charges by " induction." 

A perfect dielectric is acted upon by induction only, and does 
not permit conduction. 

When the two poles of a generator are so separated, and no 
recombination can take place, then no separation can go on after 
the plates are charged. The separation of the electricities cannot 
be kept up without an equal amount of recombination. We talk 
of charging the plates, but in reality the charge is the strain in the 
dielectric. The electricity which flows into the plates in some way 
or other is converted into strain, like bending a spring; and if the 
strain is made great enough we find the dielectric is pierced or 
broken down, just as we break a spring by overstraining it. 
1.^4 





Force in Dielectric 

^'Fig. 171 illustrates an experiment which proves the force is 
tored in the dielectric. 

Instead of two plates and a dielectric between them, we use a 
^eyden jar with movable coatings. 

The coatings may be taken off as shown, touched together and 
itherwise tested, and show no charge, al- 
hough the jar has just been fully charged ; 
lut the glass jar will show a charge still 
here, and on putting the coatings again in 
ilace the usual discharge takes place. 

There is no doubt that the air or other , 
naterials in contact with the poles of a 
generator or in contact with wires carrying 
ilectriciiy is strained by this inductive effect. 
Vll insulators are inductively acted upon by 
lectrical accumulations of charge on their 
urfaces. The amount of electricity im- 
larted to the different dielectrics to produce 
he same amount of strain is different with 
ach different dielectric. 

For instance, if two condensers (Fig. 
72) are made up of two metal plates in 
very respect the same, but with air between 
he one pair and mica between the other 

lair, it will take about six times more electricity to charge the 
ondenser with the mica dielectric than it does to charge the one 
,-ith air as the dielectric to the same potential or pressure, the 
apacity being six times greater. 

Therefore, if we wish to make an apparatus with the highest 
lossible capacity for taking up a quantity of electricity to raise a 
Igh strain, we select the dielectric with the highest capacity to 
ome between the poles or plates to be charged. 




TABLE X. 
Table of Capacities 

Air I 

Glass 3 to 3' 

Ebonite s.aS 

Gulta-percha 2,46 

Paraffin wax . 1.99 

Shellac (solid) 2.75 

Sulphur 2 58 

Vulcanised rubber 3.7 

Brown rubber a. 13 

Resin 2.48 
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Cable Dielectrics 

Air is taken as the standard of capacity. In electrical instaUa- 
tion work capacity is of importance, as the materials of lowest 
capacity are used in insulators on cables and wire. 

Capacity interferes with the efficient working of submarine and 
subterranean wires and cables, limiting the speed 
of working. It limits the telephone circuits also, 
and also interferes in alternating current work. 

Faraday predicted that capacity would interfere 
in the working of cables in earth or water. 

Electrical engineering cables and wires are 
generally specified to have an insulation resistance of 
so many megohms per mile. A megohm is one 
million ohms, but very rarely Is the capacity 
specified. 

Prof. Fleming Jenkins first suggested a test of 
capacity on a one-mile length of gutta-percha insulated cable by 
the following experiment : — 

One mile of the cable is immersed in a tank of sea- 
water, both ends being left out and insulated. As in Fig. 173, 
one end of the copper core is connected through a small current 
ammeter G. 

To a high-pressure battery Z C, or dynamo, terminal P Is 
connected ; the other terminal M Is connected to the tank of water, 

so that the gutta- 
percha covering 
forms a dielectric 
between the 
copper and water, 
and it will be- 
come charged 
like a Leyden 
jar — the copper 
forming the inner 
coating, and the 
water the outer 
coating. 

On joining the generator on, the galvanometer G will indicate a 
sudden rush of current of great strength, gradually diminishing to 
zero, and upon disconnecting the generator and connecting a wire 
across a h, the cable discharges first strongly, and then gradually 
dying away. 

To test the dielectric resistance in this way, the cable must be 

allowed to charge up until the current becomes steady. This steady 

current Is that which passes through the " dielectric " or " insulation " 

by "conduction." The first rush of current is due to "capacity," 
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given up again upon 



and is absorbed by the dielectric, 
discharge. 

Cables for electrical work are thus tested, the battery being 
kept on for one minute at 500 volts, and marked according to their 
dielectric resistance in megohms — a resistance of very great im- 
portance in certain cases, and of little importance in others, as we 
shall see in practical works. 

Oils are, as a class, good dielectrics ; hence some high-pressure 
machinery is immersed in oil when at work. 

When gutta-percha or rubber are pierced by a spark breaking 
through, an electric arc follows, and then a total breakdown follows ; 
but a spark breaking through 
oil is often, if not always, 
extinguished and insulation 
restored. 

The wires used in en- 
gineering work are usually 
covered with rubber, jute, 
tape, and compounds of tar 
for water-proofing. 1 

Here is a specification 
for a 300 megohm cable — 
that is, a cable whose dielec- 
tric resistances after twenty- 
four hours' immersion in 
water and tested with 50x3 
volts pressure = 300,000,000 
ohms per mile. 

"Conductor of High ^"' '•'■' 

Conductivity Copper, tinned and insulated with pure and vulcanised 
india-rubber, taped, and the whole vulcanised together." The 
object of the pure rubber next to the wire is to prevent the 
vulcanising from acting on the metal conductors. Minimum 
thickness of dielectric 41 mils,, on a '/a, wire, insulation thick- 
ness. 

Concentric and twin cables, in which the conductors lie close 
together, have capacity greater than single wires. Hence, in 
concentric cables the dielectric between the outer and inner wires 
has a large capacity ; therefore a dielectric of low specific capacity 
is used. This is found in prepared paper, or jute ; bitumen, oil, and 
tar being used to make the paper or jute non-hygroscopic. The 
paper has also an advantage mechanically when placed in a 
concentric cable, being flexible, strong, and yielding considerably 
without rupture. 

Fig. 174 is a sectional view of Messrs. Glover's three-wire cable, 
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Field of Force 

with three dielectric divisions between the three cables, and 
circular dielectric between them and the outer lead tube ; the lead ^ 
protected by iron wires. ^ . ■ 

Capacity is of no account in ordinary wiring of buildings, as t^^ | 
wires are too short to present any appreciable amount. .1 

h tells in long mains carrying alternating currents; also =— "^ 
telephone circuits and, most of all, in submarine cables. 

vVe need not go overall the elementary facts of statical inductiori 
we may take it that from every charged body radiate lines of fore 
connecting that charged body with surrounding bodies above, below^"'^. 
and on every side of it. and that so long aa the charged body i«^ _'S 
insulated these lines of force remain, but the moment insulation fail t J's 
they disappear. If the hand is brought near a highly-charged in«~^«i- 
sulated body, the lines of force concentrate upon it as it approache^^sss 





until they become so dense that the dielectric breaks down and a 
spark results, the electricities recombining. 

Take Fig. [75 as an insulated chargt-d body inside of a circular 
room. A islhe positive body, connected by B to electric source D, and 
the other pole of the source to E or the walls of the room. The radial 
lines are lines of electric force, in this case spread equally dense as 
they go out. There will be an equal charge on the outside of the 
ball and the inside of the room of opposite kinds of electricity. 

Now if as in Fig. i 76, we connect a disc by a conductor to the 
wall at F, and bring it nearer to the insulated body, the lines will 
converge upon this second body, for tlie space between them has 
least resistance, and therefore the lines will disappear from other 
regions ; until, when the two almost touch, the whole of the lines 
will be connecting the two bodies, and the strain very intense 



Electric Charges 

between them, until it breaks down the dielectric and a spark 
occurs. 

Not only do all the original lines converge upon the advancing 
earth-connected body, but as they approach the induction increases, 
thus separating more electricity at generator D ; hence before rupture 
occurs the number of lines connecting the two are multiplied greatly. 
The strain and the tendency to spark depends on the number of 
lines of electric force between the bodies. 

In fact, the force is in the space between the bodies, as it was in 
the glass between the coatings of the Leyden jar ; and the strength 
of the force can be represented by the density of lines in any given 
space. 

The lines may be considered as representing the charge in that 
respect. 

When we charge any body we don't put anything into it or upon 
it, but we set up a field of force represented by radiating lines be- 
tween it and all surrounding bodies, and all the attractions, re- 
pulsions, inductions, sparks, and other effects exhibited by the 
charged body are due to these lines of force in the space or 
dielectric between the charged bodies and other bodies. 

All the tricky experiments made with pith balls, gold leaf electro- 
scopes, bunches of hair, and proof planes, described in elementarj' 
books, are simply experiments made In a dielectric between two 
charged surfaces, as they are called ; they should, properly speaking, 
be called polar surfaces, or poles. The two plates of a condenser or 
two coatings of a Leyden jar are similar to two poles of a magnet in 
effect. 

Whatever be the theory as to the transmission of the electrical 
energy, the engineer is compelled to look upon the conductor as 
the carrier, to proportion it to the amount to be carried, to provide 
a good insulator between it and other bodies, and to avoid contact 
with any conductor under high pressure himself, and to keep others 
from contact therewith. 

While the dielectric may be handled with impunity, the conductor 
cannot be so treated. 

A dielectric subjected to rapidly alternating charges becomes 
heated, due to the rapid reversals of its polarity, thus showing that 
the material of the dielectric absorbs power, and requires energy to 
charge it in order to overcome internal resistance or friction. This 
is a source of loss in cables carrj"ing rapidly alternating currents. 

The capacity of a condenser depends upon the extent of the area 
of contact between the conductor and dielectric, so that to make con- 
densers of large capacity it is usual to build up a series of plates of 
dielectric and metal, usually tinfoil. 

The dielectric is usually of paper soaked in melted pure paraffin 
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ove," and 



wax. Tbcre arc two kinds of paper u5ed — Gaest " bank wove," 
" bitfier skin " paper; the buer is perhaps the best. 

The paper is cut to size and caxduOj' dried ; eadi sheet is drawn 
throt^fa a badi of "ir*tr«1 wax, care beu^ taken not to orerfaeat it ; 
two thicknesses of paper arc taken and laid bcfween each sheet of 
tinfoil and tbenex^ pffii^tfaem op to ibe desrod amount. 

Care ntusC be taken to e«tode all air bobbles. In laying on the 
ttnfoQ plates or sheets tfaej' are left projecting akemately at each 
end, SQ that they can be ootqiied into two bunches and to insulated 
terminak. 

The &iad ts the unit of capacity. A &iad is a capacity such 
that I volt charges it with i coloumb. that is, i coloumb on each 
conducdi^ surface. 

If A be the cross sectional area of the dielectric b«ween the con- 
ductors, and the dielectric is air, and / the distance between them in 
centimetres, then F, the capacitv in ^rads, is equal to— 

if A and / are taken in inches, as they will be in Britain — 

F is evidently rather a large quantity, as can be seen from above 
figures, for A would require to be a good many acres to contain one 
farad. 

In practice we use the microfarad, one millionth of a farad, repre- 
sented bv M. 



M = 



SO that with air as the dielectric, to get a capacitj* of i microfarad, 
with / equal to ^[th inch, the area of the dielectric would be equal to 
A = 4.452 X lo'xai = 
4.452x10' = 
4,452,000 square inches. 
If instead of air we used glass which had six times the capacity of 
air, then, if the glass had the same thickness, the area required would 
be one-sixth of the above. 

Paraffined paper has about twice the capacity of air, and the thick- 
ness of two sheets when paraffined is about ao4 inches ; with these 
values a condenser can be calculated out to give any desired capacity, 
thus — 



The capacity of concentric cables is calculated by a 
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nul^e, using logarithms ; but as the materials used for the dielectric 
e mixed and variable, the capacity is best found by actual tests 
1 a measured length. 

Condensers are stores of energy like a wound-up spring in a 
3ck. and although the store is not large even with large condensers 
id large pressures, yet they can produce powerful effects, for the 
rrent produced in discharging is immense while it lasts. Electrical 
icrgy is^EC^ — that is, the pressure multiplied by the current 
ultiplied by the time the current flows, 

The time is exceedingly short in a condenser discharge and the 
rrent proportionally large, but so short is the time that little total 
lergy is expended. 

The work which the stored energy can do — 

I Foot-lbs. = -j^Yj-. where \" is volts. 

lo microfarad condenser on 250 volts calculated on this formulae, 
= 0.00001 X 62500-^2.712 = a2305 foot-lbs, in each charge and 
scharge, 

A cable of this capacity, and working at 250 volts, would take an 
le current flowing out and in continually on an alternating current 
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•cuit corresponding to this amount at each alternation of pressure, 
nd in practice some of the energy is lost in the dielectrics used, as 
own by the fact that they become sensibly hotter with alternating 
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Electrolysis 



Referring back lo Fig. 173, the capacity of cables c^n be prac- 
tically measured by an arrangement as shown there, using a generator 
at Z C, which will give, say, 250 alternations per second with, sav, 
1000 volts pressure. G is an ammeter capable of reading accurately 
on high alternations. 

The best arrangement for the purpose is to use a voltmeter 
across a resistance, as shown in Fig. 177. R is the non-inductive 
resistance of known value. V Is a multicellular Kelvin voltmeter 
which reads amperes across the resistance R. 

This arrangement will not give the real value of the current at 
any time during its rise and fall, but it will give, if we read the 
indications of the voltmeter, an indication of the energy recipro- 
cating out and in the cable due to its capacity. Another method 
uses a transformer at K. This method will be described later. 



2. Electrolysis 

This important subject interests all electrical engineers working in 
the branches connected with electroplating, electrotyping, electrical 
reduction and refining of metals, the production of chemicals such 
as caustic soda, chlorine, potash chlorate, phosphorus, carbides of 
lime, carborundum, ozone, hydrogen, oxygen, aluminium, and other 
elements. 

Electrical energy is applied in two distinct methods by the 
engineer for industrial purposes. 

First, by passing electrical currents through fluids, solutions of 
metallic salts, or fused salts, whereby the chemical compounds are 
split up into metals or other compounds. 

Second, by applying the electrical energy to solid substances, 
thereby raising them to intense temperatures while under the action 
of the current, the combined action of great heat and great current 
effecting the work to be done chemically. 

A third method may be mentioned, namely, the combination and 
decomposition of elements by passing electrical discharges, sparks, 
or brushes through gases. 

The electrolytic cell simply contains a liquid and two terminal 
conductors in the form of plates usually immersed therein, and 
capable of being connected up to a circuit supplying electrical 
energ)'. 

Sometimes there are two liquids used, separated by a diaphragm 
or porous partition through which the current can pass. 

Referring to Figs. i7Sand 179, the simple electrolytic vat or cells, 
one with a partition of porous material to keep two diflerent liquids 
apart. 
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Electrolytic Cells 



_ The conducting plates are called by distinctive names — the one 
attached to the + , positive supply, is called the anode; the current is 
supposed to enter the liquid from this plate, the anode. 

The current Hows through the liquid which is called the electro- 
lyte, and enters the other plate, called the cathode. 

All solutions are not electrolytes, but those which are electrolytes 
are acted upon by the electrical energy passing between the anode 

1 *^ j-^ ^ 





Tin. 179 

and cathode, the effect being a decomposition of the compounds in 
the solution, and the liberation of some elements. 

If the solution is common salt, the chlorine and sodium are 
separated ; if the solution is sulphate of copper, copper and sulphuric 
acid are separated ; if the solution is acid and water, their oxygen 
gas and hydrogen gas are separated. 

Sometimes the object of the separation is to deposit one of the 
elements upon a plate or other object, either as a thin covering of 
superior metal, as in electroplating, 
or to deposit a bulk of metal, or to 
procure gases, or to procure chemical 
compounds — the process is much the 
same. 

Referring to Fig. iSo, if the 
plates are of platinum, so that they 
are not acted upon by the solution, 
and the solution is of sulphuric acid 
and water, on connecting up the ^"'" '^ 

plates to a couple of large cells gas will immediately begin to 
pour from the surface of the plate, and continue to do so as long 
as the current tlows. 

This is an example of two elements being produced in one cell ; 
; gases may be collected and utilised. 

he solution is now changed to copper sulphate, and the 
M3 
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Electrolytic Decompositions 

current passed between the platinum plates, the one plate, the 
cathode, will become first coated with copper and then give oflf 
hydrogen gas, while the anode will give off oxygen gas. just as 
happened before, only the copper appearing on the cathode being the 
different effect. As soon as the copper in the sulphate is deposited 
on the cathode the solution becomes simply a sulphuric acid solu- 
tion, which we had at first. 

But if we take another sulphate of copper solution and make the 
anode of copper, and turn on the current, we will find that copper 
goes on depositing on the cathode. No gas appears there, nor does 
gas appear at the anode, and if the current Is continued long enough 
the anode will be seen to grow smaller and the cathode larger. In 
fact, the copper of the anode is dissolved and maintains the strength 
of the solution, so that copper is constantly deposited at the cathode. 

In this case we have a metal transferred from the anode to the 
cathode : this is the process in electroplating and electrotyping. 

It is also the process used for the electrical refining of metals; 
the raw impure metal is made to serve as the anode. It is there 
gradually dissolved and deposited in a more or less pure state on the 
cathode, the impurities dropping to the bottom of the cell. 

In this process nothing is liberated, the metal of the anode is 
simply carried across to the cathode by the current. 

In this way we can use a silver anode and cover a Britannia metal 
teapot with a thin coating, or we could take a mould of a saucepan, 
and using a bar of copper for an anode, deposit copper on the mould 
until it was thick enough to make a useful saucepan, or using a 
round bar of wood deposit a copper tube thereon. 

Now, if we take a common salt solution and use the platinum 
plates, we shall decompose the solution ; but the result will be — 
chlorine, a gas at the anode, and hydrogen gas at the cathode. 
Common salt is sodium and chlorine combined. The question is — 
What has become of the sodium ? 

If we tested the solution we would find that it had become 
alkaline ; in fact, the sodium had parted from the chlorine and 
combined with the oxygen of the water to form caustic soda ia 
solution. 

In this experiment we have first separated two elements, chlorine 
and sodium. The first we can collect, but sodium burns in water; 
if a piece is dropped on to water it takes fire, combining with the 
oxygen. Immediately the sodium is liberated at the cathode it is 
seized by the water, combining with the o.xygen and liberating the 
hydrogen. Here we have first an electrolyte action, followed by a 
chemical action. 

If sodium sulphate is used as the solution, the result of the 
electrolysis will be a liberation of oxygen at the anode and hydrogen 
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Theory of Electrolysis 

at the cathode, as if only water was decomposed. But on examining 
the liquid we would find soda at the cathode as well as hydrogen, 
also sulphuric acid at the anode, 

In this case four products are the result. First, the sodium 
metal is freed at the cathode : this combines with the water, 
forming soda and hydrogen. H^SO^Naj is the formulae for sodium 
sulphate. 

SOj is liberated first at the anode ; this also combines with the 
water, forming sulphuric acid with the hydrogen, and liberating 
oxygen. 

This electrolysis should be effected in a cell with a porous 
partition, to prevent the acid formed at the anode from recombining 
with the soda formed at the cathode {Fig. 179). 

In order to explain these effects of the two metal poles in a 
solution, the theory of Grotthus is usually put forward. According 
to this theory, the molecules 
are polarised in the solution. 
The molecules are composed 
of positive and negative 
atoms, so that when they 
come between the two plates 
of different poles, the negative 
atoms turn towards the posi- 
tive plate and the positive 
atoms towards the negative 
plate, ranging themselves in 

chains. Fig. 18 1 shows this Fig. iSt 

action in diagram : the top 

row of egg-shaped figures represents molecules arranged anyhow 
before the current is turned on. The second row shows the 
molecules immediately the current starts, all arranged in polar 
order. The third row shows the combination and decompositions 
going on. 

We will suppose the electrolyte is water and acid sulphuric ; the 
black ends are oxygen, the white ends hydrogen. 

The atoms at the ends of the chain would be separated from the 
other atom in the molecule immediately it came in contact with the 
electrically active plates, the hydrogen being pulled apart at the 
cathode and the oxygen at the anode ; and then an interchange of 
partners goes on along the whole chain, as in the third line. 

The elements are divided into positive and negative elements, 
oxygen and hydrogen ; for example, chlorine and zinc, carbon 
and oxygen combine, the one being positive and the other 
legative. 

Thus we have compounds formed called sulphates, oxides, 
U.S K 
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Electro-Chemical Equivalents 

and chlorides, by the combination of sulphur, oxygen, or chlorii^^ 
with the metals, giving up energy. 

The energy may reside in only the one class of elements, s^V 
the positive elements, the metals hydrogen and suchlike, in whi"^ 
case the negative elements are mere pieces of exchange for ener^!!' 
For instance, zinc gives up so much energy in exchange for 
much chlorine. 

And, vice versd, we must give back so much energy to c * 
zinc if we wish to get the chlorine back again, and the zinc 
zinc again. 

The amount of any element deposited or freed by a curre^ 
has been ascertained with some accuracy. 

A table is here given showing the quantities of various substanc 
or elements delivered per ampere-hour at the cathode. 

Table XL 
Electro-Chemical Equivalents 



Symbol. Valency. 



Chemical 


Lbs. p«- 1™ 


Ampere Hcu 


.qmvalenl. 


Ampcte Koim 


per lb. 


63.0 


S.I92 


192.6 


1,0 


ao8242 


12130 


199-8 


16,47 


6073 




3-2.8 


310.8 


107.66 


K.3-3 


113.7 


21.99 


1.895 


5278 


3'-S 


2.596 


385.2 


27-9i 






103.2 




117.6 


11.97 


0.9866 




99-9 


8,234 


m.S 








58.9 


4.854 


306.0 


3^.45 


2.674 


373.9 


9-1 


0.7500 










]S.6i 


1-536 


651.3 


29.45 


2.427 


4r2.o 


79-75 


6-573 




35-37 


3.915 


343-0 


'1:5i 


10.43 


95-89 


16577 




467 


0.3S-19 


3589.0 



Electro-posit i ve — 
Copper (cuprous) 
Hydrogen. 
Mercury (merci 
Potassium . 
Silver 
Sodium . 
Copper (cupric) 
Iron (ferrous) 

Magnesium 
Mercury (1 
Nickel 
Tin (. 



Aluminium 
Gold . 
Iron (ferric) 
Tin {stannic) 
Electro-negative- 

Chlorine '. 
Iodine 



Mg 



The electro-motive force required varies according to construction 
of cells, resistance of liquids, and connections. 

In practice these quantities are not obtained owing to tosses 
and impurities, and to some energy going into gases produced. 
146 



Counter E.M.F. 

The two elements in a solution forming an electrolyte are 
called ions. 

Faraday's laws of electrolysis are: — 

1. No elementary substance can be an electrolyte. It must be 
composed of positive and negative ions. 

2. Electrolysis occurs in liquids only. 

3. During electrolysis the components of the electrolyte are 
i-esolved into two groups, one takes a definite direction towards 
one electrode, the other group lakes a course towards the other 
♦electrode. 

4. The amount of electrolysis depends upon the current strength. 
Miller, the famous chemist held that — 

Those bodies only are electrolytes which are composed of a 
conductor and a non-conductor. 

Current passes through an electrolyte without electrolysing it 
if the pressure is below that required to separate the two ions. 

Thus in the case of water in an acid solution current will pass 
from anode to cathode with one Daniell cell, but no gases will 
te formed; it has only one volt pressure, and water takes 1.5 volt 
to break it up. If we put on two cells the gases will be formed 
-and given off at once. 

Let us set up our ammeter A in a circuit with two large 
batteries in series (Fig. 180), and a cell containing sulphuric acid 
and water solution and two platinum plates, with a resistance 
to regulate the current; say we pass half an ampere for a few 
minutes, then disconnect the battery and join the ends of the 
circuit together, the ammeter will indicate a reverse current, show- 
ing it has become charged. 

This fact is of importance, for it proves that the gases exert I 
a counter force against the working pressure ; that is, as soon as 
they are formed at the plates they have a counter electro-motive 
force. 

This is the case where ions are liberated. They oppose a counter 
force, so that in every case there is a certain pressure required 
for the purpose of overcoming the counter force of every electro- 
lyte, a minimum pressure below which electrolysis cannot take 
place in a decomposition cell. 

There are two kinds of electrolytic cells — decomposition cells, 
like the foregoing — in which ions are liberated and counter force 
set up. 

In the case of other cells, such as the copper sulphate and copper 
plates cell, in which no ions are liberated, there is no counter force, 
for the energy expended in separating the copper from the sulphuric 
acid at the cathode is given up again at the anode by the combina- 
tion of the copper with the sulphuric acid. 
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Experimental Apparatus 

In these cases the pressure is employed in overcoming the 
resistance of the cell only, plus a small counter force due to the 
positive plate and negative plate being in solutions of different 
strengths, for it is always stronger at the anode than at the 
cathode. 

Electrolytic cells arc therefore of two kinds : decomposition cells, 
in which ions or elements are separated and liberated, and transfer 
cells, ill which there is merely a transfer of metal or an ion from the 
anode to the cathode. 

Experiments in electrolysis are easily made and very instructive. 
The voltmeter reading to lo or 12 volts must be continually used, also 
the ammeter reading to 5 amperes, as before described in Chap. II. 

The student should be provided with these instruments ; — - 

Voltmeter to 10 volts. 

Ammeter to 5 amperes. 

Current supply, 10 vohs and 5 amperes. 

Resistances variable to vary current. 

A set of small test tubes. 

Simple qualitative chemical tests for acids, alkalies, chlorates, 
chlorides, sulphates, sulphides, and other ions. 

A balance with weights to weigh metals. 

And the following solutions for electrolysis :— 

1 . Sulphuric acid and water about 1 1 50 sp. g. 

2. A solution of copper sulphate made as follows : saturated 

solution of copper sulphate in soft water, 1.5 pints ; add to 
this half-a-pint of sulphuric acid solution, sp. g. 1080. 

3. A solution of common salt saturated. 

4. A solution sodium sulphate. 

5. A solution of ammonia sulphite. 

6. A solution of potass chloride. 

7. Two glass jars to hold the solutions and electrodes when 

making experiments ; two porous pots. 

8. Electrodes : two small platinum foil electrodes, two lead, two 

copper, two carbon. 

The platinum foils may be each half an inch by two inches. As 
the platinum is very expensive, and is used only for water decompo- 
sition, it may be left out and lead used instead for the water experi- 
ments, in which case the student must take into account the fact 
that a higher pressure will be required to decompose water with 
lead electrodes, because the anode becomes oxidised to peroxide 
and the cathode covered with hydrogen. These two oppose a 
counter force to the battery or other acting pressure equal to over 
2 volts, and to get abundance of gas two or three cells in series is 
required. 

Platinum is not chemically acted upon, hence it has no counter 



Decomposition of Water 

force itself, the counter force being due to oxygen on the anode and 
hydrogen on the cathode, about 1.5 volt. 

With these apparatus the student should get a fair insight into 
the science of electrolysis by performing experiments, noting the 
current, and pressure, and lime dupng the experiment. 

First, take a soda-water bottle, as in Fig. 182, with two lead 
electrodes, strips about ij inch x f and about tV inch thick, sol- 
dered to two wires ; pass the wires through a cork, preferably of 
rubber ; put a small tube of glass through centre of cork, as shown ; 
fill the bottle with sulphuric acid solution in water, sp. g. 1050 or 
1100 ; then invert the bottle so that the end of 
the glass tube dips into a vessel of acid solution 
or water. This vessel may be a jam-pot or glass 
preserve jar deep enough to hold the contents 
of the soda-water bottle and narrow enough at 
the mouth to support the bottle. Connect the 
wires to the battery, taking enough cells to give 
2 amperes current cells in series. 

Gas will immediately arise from both poles 
and displace the acid solution, which will pass 
through the tubtf to the jar, and the mixed gases 
collect in the bottle. As soon as the solution 
reaches the level of the electrodes the decompo- 
sition may stop by removing the battery 
connections ; then remove the bottle, pull out 
the cork, and fire the mixture of gas by thrusting 
a lighted taper into the mouth of the bottle ; it 
will explode violently, so that it is well to wrap 
a towel or a woollen duster round the bottle in 
case it should burst. This will prevent glass ""^ ""^ 
flying and doing possible damage. It is also 
better to keep the mouth of the botde pointed away from any 
person, 

This experiment will show that the constituent parts of water 
have, when separated, a considerable amount of energy, which 
they give up again at the moment of combining. Next take a 
large test tube or a burette (Fig. 183), to fit the same cork with 
the electrodes and tube, or take the bottle again for another lest, 
this time to find how much gas is liberated per ampere-hour or 
minute. First mark the bottle at the level A, weigh the empty 
bottle, and note the weight ; then fill the bottle with water up to 
the mark, weigh it again — the difference will be the weight of 
water, and from this weight we can find the cubic inches of the 
contents of the bottle up to the mark. Suppose bottle weighs 0.25 
lb., and with water weighs i lb., then 1-0.25=075. A cubic 
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Now fill the bottle chock-full of electrolyte, sulphuric acid solution 
again. Invert the bottle with tube into the jar, and turn on the 
battery current to give exactly i ampere. Here note that if 
lead electrodes are used always to make the same plate anode. In 
the first experiment this plate will be seen to change in colour. 
It will be oxidised, and the colour chocolate brown. If it were 
used now as the cathode this oxide would absorb hydrogen, and 
the anode would absorb oxygen for a short time 
until the one lost its oxide and the other became 
oxidised, 

The decomposition is allowed to go on until 
the liquid in the bottle falls to the marked poinL 
Immediately this is reached the time must be 
taken carefully and the action stopped. 

It will thus be found how long it takes a 
current of i ampere to produce 20.8 cubic inches 
of mixed hydrogen and oxygen gases, not exactly 
accurately, but near enough to prove the rate 
practically. 

If the two electrodes are immersed in an 

open glass full of solution of acid, say to a small 

depth of half an inch, and all the 10 or 12 volts 

at disposal turned on, the peculiar smell of ozone 

will be at once detected in the gases given off. 

Ozone is a condensed form of oxygen, and is 

formed when the electrodes are very small and 

I'iG. 103 ^jj^ pressure great. If the proper tests were 

made it would also be found that the hydrogen given off under 

these conditions is not pure, but contains peroxide of hydrogen. 

The excess of pressure at the small electrode causes this 

condensation of the oxygen and the combination of the hydrogen. 

To obtain pure oxygen and hydrogen it is necessary to have 

large electrodes, and work with a pressure not much over 2,2 

volts. 

It will be seen that the pressure is of importance in obtaining 
certain results, hence the size of electrodes must be regulated 
to bring the pressure to the value desired with the current we 
intend to use. If we intend to use only i ampere, and it 
requires 6 volts to give off oxygen with considerable ozone, 
we must reduce the electrodes till the current is 1 ampere and 
pressure 6 volts. 

If we want pure oxygen we must reduce the pressure to about 
2.2 or 2.4, and increase the anode and cathode till the current 
is what we desire. 
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i Elec 

r Electrical energy can be had as low as 2d. per unit of lOOO 
watt-hours. 

From the Table VIII. of Electro-chemical Equivalents we find 
that 0.0824 lb. of hydrogen is liberated per 1000 ampere-hours, 
and 0.657 lb. of oxygen, or by calculation, 26.5 cubic inches of 
hydrogen and 15.25 cubic inches of oxygen per ampere hour. 

Now, if it took 2.5 volts to effect the separation, 400 amperes 
for one hour would give 1000 watt-hours, and we would get 400 
ampere-hours for the price of 2d. ; hence 400X 25.6 = 6 cubic 
feet nearly of hydrogen, and 400X13.25 = 3 cubic feet of oxygen 
for 2d. in energy 

There are several difficulties in the practical manufacture of 
these gases by electrolysis, but much progress is being made in 
overcoming them. 

We may now make a lest with the copper solution and copper 
plates. 

First find the amount of copper deposited by r ampere in an 
hour. Take two very thin copper plates with terminal wires ; clean 
tliem by dipping in acid solution and washing, dry thoroughly, and 
varnish one side carefully with paraffin wax, slightly heating them ; 
weigh them separately cirefully, and note the weights. Now hang 
the plates in a vessel In which they can be hung vertically parallel 
with each other, and about 2 inches apart. The amount of surface 
immersed should be 3 inches by 2 inches, so that the plates may 
be 3i by 2. 

Put the plates into the empty vessel first, then make up all con- 
nections to battery and through an ammeter, and regulating resist- 
ance. When all is ready pour in the copper solution and quickly 
adjust the current to i ampere, and keep it steadily at that by 
adjusting the resistance, if necessary, for one hour. At end of this 
time stop the current, remove the plates, wash them in running 
water, dry them, and weigh them again. In this way we find how 
much one plate has gained and the other lost with i ampere in one 
hour. The table gives 2.59 lbs. as the equivalent for looo ampere- 
hours, so that the amount transferred should be 

j^ = 0.00259 lb. 
— a very thin coat. 

If fine balance-weighing is not available, tt is better to continue 
the deposit for 5 ampere-hours. The quantity will then be 
M5. 

One cell is sufficient for this test, but it should be large — one of the 
large Silvertown cells — so that the P.D. will remain constant on the 
plates. 

The deposit will be found soft, tough, and fine in texture. 
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Influence of Distance 

In another experiment take a long containing vessel and place 
the plates a long way apart — 8 or 9 incles, or even i loot — and pile 
on the cells of the battery until the i ampere current is obtained 
again, and let the current flow for two or three hours. Fig. 1 

K,„^^ shows this vessel with 

A ] two plates in thesolu- 

^ I tion. Let the plates 

be immersed about 
same as before. A- 
test with the volt- 
meter will show lhc.t 
the P.D. is much 
higher than before, 
because the long dis- 
tance through the 
liquid requires higher 
pressure to force the 
I ampere through. 

The resultini 
metal deposited wil 
be found to be very hard compared with the first deposit, showing 
that the pressure affects the quality of the deposited metal. 

One ampere per 6 square inches of cathode is about the greatest 
current to be used in electro-deposiiy copper to obtain a goo<t 
sound metal. 

And the anode and cathode should be near enough to work at 
^^ a low pressure, but 
^5^515?) not too near ; for 
if placed close to- 
gether the deposit 
will be uneven, 

A flat smooth 
plate at each eleo 
trode works at thai 



I ampere per 
square inches rate 
at 2 inches apart 
very well ; but il 
the cathode is of an 
irregular shape, the 
distance must 
greater and the ra^ 

less. The rate may be as low as one-fourth of this — i anij 

to 24 square inches. 

Another experiment, Fig. 1 85 : Put one plate at the bottom of th 
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^Bceli, connecting it by a short piece of gutta-percha-covered or shellac- 

^B varnished wire, and hang the other over it at about 3 inches apart; 

^■.iill up with copper solution, and send a small current, say 0.25 

^P ampere, through from one Dauieil cell. In a short time the 
current will fall to a small value if the upper plate is made the 
cathode, for the simple reason that the solution in contact with the 
anode becomes heavily charged with copper and cannot rise, while 
the solution at the cathode loses copper and becomes lighter and 
does not sink ; consequently, there being in a short time only acid 
solution in water against the cathode, the action stops, lor a 1 volt 
cell cannot decompose an acid solution in water. 

But if we reverse the connections, we find the action goes on 
perfectly, for the heavy copper solution from the anode falls at 
once to the bottom, while the lighter solution formed at the 
cathode floats up. 

Hence, even the position of the electrodes must be 
studied. 

Stirring the solution has the effect of keeping its strength equal 
a t both electrodes. 

^^L I f a copper bar is placed between the electrodes, but not touching, 

^^■s in Fig. 1 86, it will be found to grow at one end and dissolve away 

^^Bt the other, because some current 

^Venters from the anode at the nearest 

^^rCnd and leaves for the cathode by 

^r the other end ; where the current 
enters the mc-tal deposits, and where 
it leaves it carries metal with it. 

Pure copper is usually obtained 
on deposit, even from impure copper 
plates in a sulphate solution. The 
impurities are usually carbon, tin. 
lead, sometimes gold and silver ; 
but the sulphuric acid at the anode 
prefers the copper at a low electric ~ 

pressure. If the pressure is great, '°' ' 

some of these impurities will be dissolved and deposited by 
the current along with the copper. With the low pressures 
practically in use, these impurities form a dirty coating on the 
anode, which falls off and collects as mud at the bottom of 

I the cell. 

A chloride or nitrate solution would act on some of these 
mpurities, and they would be deposited with the copper. 

It does not at all follow that an electrically deposited plate of 
betal must be pure. 

Alloys can be deposited, such as bronze and brass. 
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Method for Depositing Alloys 



A brass depositing solution can be made of— 



Water 

Cyanide of potass 

Ammonium carb. 



10 ports 

I part 



Put this solution in a beaker, heated to 150° Fahr., and place a^ 
cylinder of brass {a piece of brass tube, for instance) in the solution; 
connect it to the pole of two large cells, while the negative pole may 
be a rod of copper or brass, smaller in surface than the anode ; the 
brass anode will dissolve and form the solution. The cathode may 
be put inside a porous pot. When brass deposits freely it is ready 
for work, using, of course, a brass anode. 

Another brassing solution — 

Water .... 2000 parts 1 

Copper chloride ... 10 ,, saturated solution 

Zincsulphare . . . 20 ,. ,. ' 

Cyanide potass ... 24 „ „ 

Carbonate potass . . 160 „ ., 

Mix the copper and zinc solutions with part of the potass 
carbonate, then add ammonia to dissolve any precipitate, then add 
the cyanide. 

Two or three large cells are required 4 to 6 volts, with a large 
brass anode. Ammonia and cyanide require to be added if this 
solution is used for long, to keep it neutral and active. 

Alloys may be deposited from anodes of the component metals; 
thus we may have copper for one anode and tin for another, 

or copper for one 
and tin and zinc for 
others, as in Fig. 
1S7, wherein we 
have in this process 
separate cells or bat- 
teries which are used 
for the different com- 
ponent metals, and 
the currents are ad- 
justed for each anode 
by the ammeters 
shown, AAA. 




Fir.. 1S7. — Deposiling Alloys of Metals 



The student may now electrolyse common salt and sulphate of 
soda, using a porous cell for the cathode and carbon rods for the 
anode and cathode. For these electric arc lamp rods do very well. 

Ammonia sulphite is an interesting electrolyte ; using an anode 
and cathode of carbon, a large anode outside of and a smaller cathode 
in a porous cell, pass two or three amperes through the saturated 
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Experiments in Electro-Metallurgy 

solution. In time sulphur deposits at the anode, and after a con- 
siderable deposit a test will show that the sulphite is being converted 
into sulphate at the anode ; while the sulphite In the cathode cell 
becomes strongly alkaline, ammonia being freed. 

A decomposition of caustic potass {l"Ig. i88), with liberation of 
potassium, may be made by taking a small vessel with a layer of 
mercury at the bottom, connected by a covered wire ; on the 
mercury a layer of caustic potass paste, and on this an iron or lead 
anode: a pressure of lo or 12 volts is required. The potassium 
on being freed is absorbed by the mercury ; otherwise, it would 
recombine with the water in the paste. 

This principle of combining deposited metals with mercury to save 
ihem from being again combined is used for soda caustic production. 

The presence of some compounds in a solution often alters the 
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effects ; thus silver is deposited from an ordinary solution as a dead 
white rather dull surface. A little quantity of carbon bisulphide 
added to the solution brings the deposited silver out with a brilliant 
surface like a mirror. 

Fig. 1S9 is an arrangement for an experiment in refining copper. 
An impure copper plate is used as the anode in a depositing cell ; 
ihe cathode is a thin plate of copper. One Daniell cell is quite 
sufficient for the work. The current should not exceed i ampere 
per 6 square inches of anode ; the plates should be same in size. 

The experiment should last six or eight hours, and the quantity 
of sulphate of copper crystals used in the Daniel! cell noted 
carefully as a measure of the work going on. 

If the plates are cleaned in the cell, washed and dried, the 
difference in weight can be ascertained ; and as the plates must be 
carefully weighed before the experiment commences, the gain and 
loss can be compared. It will be found that the loss at the anode 
is greater than the gain at the cathode. This is due to the Impuri- 
ties in the anode falling to the bottom of the cell, only copper going 
over to the cathode. 

155 



een 



Production of Oxygen and Hydrogi 
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There is likely to be a field of usefulness also for ozone and 
hydrogen peroxide produced by electrolysis. 

Both of these substances have valuable properties. Ozone espe- 
cially may be useful in purifying the air in large buildings, hospital 
wards, and other places, where free access to a pure atmosphere is 
not possible. 

In all decomposition cells a charged state will be immediately 
observed after stopping the operations. That is easily found by 
immediately coupling the poles of the cell to the ammeter through 
about half an ohm resistance; a reverse current will be given back, 
the strength and duration of which differs with different electrodes 
and electrolytes. 

In decomposing the sodium sulphate by lead electrodes, a back 
E.M.F. of 2.6 volts or so is found, and this is maintained for some 
time, for the anode becomes coated with lead oxides and the cath- 
ode surrounded by alkaline soda solution and hydrogen ; these then 
act as batteries, the oxygen on the anode combines with hydrogen 
in the solution, and the alkaline solution at the cathode combines with 
the hydrogen on its surface. 

There is also the effect of the same metal in two different liquids, 
for after the decomposition the anode liquid is acidulous and the 
cathode liquid alkaline, hence a current is set up due to that dif- 
ference. 

A copper and zinc plate in sulphuric acid soon ceases to give 
current, for the hydrogen liberated at the copper plate covers it, and 
being as positive as the zinc, there is very small E.M.F. between 
iheni. 

F"or this reason, in all primary batteries of any practical service we 
must surround the negative plate with some chemical which will 
combine with the hydrogen, and keep the plate clean and free from 
the gas, 

Daniell's cell is a very good example. In this cell the copper 
plate is in a solution of copper sulphate, hence the hydrogen Is 
arrested, combines with the sulphuric acid in the sulphate, forming 
sulphuric acid and depositing clean pure copper on the negative 
plate, and therefore the current is constant so long as crystals of 
copper sulphate are supplied to the negative plate. 

In Grove's cell the negative plate is platinum, surrounded by 
nitric acid, for arresting the hydrogen. Bunsen's cell is the same, 
using carbon instead of platinum for the plate. 

Bichromate cells use bichromate of potass and a carbon plate. 
In this cell the zinc and carbon may be in the same liquid, as the 
bichromate does not act injuriously on the zinc. 

In the Bunsen, Grove, and Danlell, the zinc and the negative 
electrode must be in separate liquids. The nitric acid would imme- 
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diately dissolve the zinc, and in Daniell's cell the copper sulphate 
would deposit copper on the zinc. 

The large low-resistance Silvertown cell is a great improvement, 
on the Biinsen as ordinarily made. The Bunsen cell, worked with 
nitric acid, is very "messy." and gives off dangerous nitrous fumes. 

The Silvertown cell uses a bichromate of lime solution, or some 
such compound, which gives off no fumes and has a vast capacity 
for absorbing hydrogen. Bichromate of soda, gradually added to 
well-stirred sulphuric acid until it forms a pasty mass, makes a good 
solution for the negative plate. 

The Leclanche cell uses manganese binoxide round a carbon platen 

The Leclanche cell is too well known to require description, but 
several improved forms are so useful that they might be referred 
to here. 

The ordinary Leclanche cell has a high internal resistance, and 
the manganese does not absorb the hydrogen for any long time. It 
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is therefore only suitable for short use at intervals, such 

bells, wherein the manganese gets time in the intervals to absorb 

the hydrogen. 

The improved cells made by Le Carbone Company have for 
their object low resistance and constancy over long periods of 
discharge. 

This is obtained by using large zinc surfaces, plenty of solu- 
tion, and a large quantity of manganese binoxide of high qualitj'. 

Low resistance is also obtained by using jute sacking to keep 
the manganese up instead of an earthenware pot. 

The cell called the sack cell is illustrated in Figs, igi and 19;. 



Large Current Cells 
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Fig. 191 is the common sack cell, outer jar 7I x 7 inches, 0.35 
ohm resistance. 

Fig. 192 is the largest cell of this type made ; it is 8} x 5 inches, 
and 0.2 ohm resistance. 

For larger currents and smaller internal resistance, the author 
prefers the arrangement shown in Fig, 
193 — three or more sack elements 
immersed in one large vessel of solu- 
tion, their zincs coupled together, and 
their carbons coupled together, so that 
they form one large cell, I f three 
elements are used, the resistance will 
be one-third ; if four are used, the 
resistance one-fourth that of one. 

The junction of the connections 
should be soldered. 

In another type by same firm the 
carbon is an outer vessel, perforated 
and containing the manganese inside, forming an annular lining, 
the zinc being inside of the manganese, but prevented from 
touching it by a perforated inner porous tube, as shown in 
Fig. 194. 

This arrangement places the materials in the best ] 
lion for action, as the hydrogen, if any 
at all reaches the outer carbon, must pass 
across the manganese. 

Figs. 195 and 196 show a sealed cell 
and a dry cell by same makers. 

Dry cells are so called probably because 
they are not dry. Properly speaking, all 
dry cells are moist cells. 

They are mostly Leclanche cells with the 
electrolyte held in sawdust, or other absorb- 
ent material, which holds by capillarity. 

In all forms of these manganese cells 
ammonium chloride, sal ammoniac, is used 
in a saturated solution, 

A cell without a substance designed to j 
absorb the hydrogen is said to "polarise" I 
when the collecting hydrogen stops its 
action, and the substance used to absorb ^"^- >94— "L^^'""!*" 

■ , , . 11 I ,, t 1 ■ <• Cenlral Zinc Cell 

the hydrogen is called a cle-polariser. 

We have seen that all decomposition cells give back a transient 

tent after the action is stopped. 
This effect was first studied by Ritter, and he found that lead 
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plates in sulphuric acid solution gave back current for much longer 
time than other combinations. 

This discovery was the foundation of the modern accumulators 
or storage cells. 

Plant.^ found that, by repeatedly decomposing the water and 
taking off the current, the 
plates took up more and 
more energy, and by repeat- 
ing the charging and dis- 
charging and reversing the 
current many times he formed 
plates which took up a. large 
quantity of energy, and con- 
sequently gave back current 
for a long time. 

He found one plate, the 
anode, became oxidised into 
peroxide by taking up oxygen 
liberated on it by the charging 
current. 

The other plate became 
.^...c. -Sin. Pareii" Dry Cell spongy, and on discharging 

the spongy cathode is acted upon by oxygen and sulphuric acid, 
forming sulphates and low oxides. 

the anode is reoxidised, and the 
cathode reduced again to pure spongy 
lead. 

The Plante plate (the peroxidised one) 
is still used in modern accumulators. 

M, Faure discovered that by pasting 
a mixture of red lead and sulphuric acid 
on the plates their capacity for energy 
became at once much greater. 

Later on it was found still better to 
punch holes in the plates and fill them 
with the lead oxide paste. 

And then grids and corrugated plates 
Were used, all designed to carry a lot 
of lead oxide paste in contact with the 
lead as a conductor. 
Fig, 197 represents a cast grid manufactured by the D. P. 
Company, A mixture of antimony and lead is used for the nega- 
tive, as it is harder and stands the oxidising effect better than lead. 
The paste for this plate is made of litharge, mixed with a sulphuric 
acid solution of 1200 sp. g, Twadell, into a stiff paste, and then 
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__ lessed into the grid, and allowed to harden therein. When finished 
the plate is like Fig. igS. 

The positive plate is shown in Fig. 199. It is corrugated or 
shelved on both sides, and the paste m^de of red lead, and 
solution of sulphuric acid of no greater strength than 11 00 is to 
be used. 

After the plates are thoroughly dry they are assembled into 
groups and filled into cells. 

1 he red lead plates are made the anodes and the litharge plates 
the cathodes, and attached to a charging source of electric pressure 
capable of giving 2.5 volts per cell to be charged. 

The solution in the cells should be 11 70 to 1190 sp. g. to begin 
with. 

»A small current must be used at the start, not more than one or 
PI 
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Fig. igS— NeyMivt Fbte 

two amperes per plate six inches square ; the slower and longer the 
first charge the better. 

If the student makes up a cell it should be one with three plates 
about 3 by 6 inches each. For this size the current to begin with 
should not be over 0.35 ampere, better only o. i continued for 
about forty-eight hours' charges without stop. 

Lead wire gauze may be obtained, which when soldered neatly 
along top and bottom makes good amateur cells for experi- 
ments. 

Later on the storage battery will be fully treated, as it is of great 
importance in electrical installations. 

Gases can be acted upon electrically by the passage of the 
electricity as a spark or discharge. 
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Combustion of Air 

Hitherto this action has not been applied to any practical 
purposes, except perhaps to the production of ozone. It is, 
however, from these neglected effects that practical improvements 
spring. 

The silent discharge from the poles of an induction coii or 
influence machine through air condenses the oxygen into ozone, 
and this fact has led to the invention of apparatus for so producing 
ozone. The peculiar odour of ozone can be recognised in the 
presence of a working influence machine, due to the silent dis- 
charges going on producing ozone. 

Fig. 200 illustrates an apparatus for the production of nitric acid 
by passing a stream of sparks through compressed air by an induc- 
tion coil. 

A barometer tube has a wire of platinum sealed into its short 
limb, or passed through a tight- 
fitting rubber cork, to cause sparks 
to pass when connected to tht 
coil : the end of the wire should bt^, 
rounded and polished. 

Mercury is poured in to fill thi 

short limb nearly full, holding the=i 
tube vertically. The tube is ther— 
inclined .-^^^ like this letter as fa 
as possible without spilling thi 
mercury ; a few drops of water an 
now introduced into the short limb^ 
to cover the surface of the mercur^^ 
by a layer of water ; the walei"* 
should be coloured by litmus. 
While the tube is still in this posi— ■ 
tion, insert the cork with thi 
discharge wire {it must be a goO( 
light fit), then slowly raise thetub^ 
to the vertical, and clamp it at that. 
The mercury will return to the short limb to some extent and. 
compress the air enclosed therein between the cork and water layer. 
On passing the sparks through the compressed air the oxygen and. 
nitrogen will be combined, forming nitric acid ; the acid gas will be 
absorbed by the water, and the change in colour of the litmus will 
indicate its presence. 

Again, if we produce very high electric pressure by induction 
coils between two terminals in air, a discharge occurs like a flame 




from the poles. 

There are two kinds of combustion c 
gases, when ignited electrically. 
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Heat and Electric Effects 

First, like hydrogen and oxygen, wherein the combination gives off 
heat sufficient to produce a temperature to maintain the combustion. 
Thus, if a jet of hydrogen is thrown into the air, it does not burst 
into Hame, because the temperature is too low to effect combination 
with the oxygen ; but if it is once ignited it goes on burning, because 
the temperature of combination is more than maintained. Hence, 
also, if we fire a small spot or spark in an atmosphere of hydrogen 
and oxygen, the combustion instantly spreads throughout the whole 
atmosphere, for the combining temperature is generated right through 
the mass by its own combustion. 

But nitrogen combining with oxygen does not give off enough 
heat to keep up the combination ; it must get heat from outside 
sources to keep up the combustion, otherwise the combustion, or 
combination, ceases. 

I n the experiment shown the sparks heat the oxygen and nitrogen 
in the air sufficiently to enable them to burn together, but only those 
molecules which actually are in the path of the current combine, for the 
heat only concentrates upon those in the discharge path, consequently 
the air does not explode with a violent combination, even although 
we have fired a streak of air in the vessel by the spark. 

Had oxygen and nitrogen, as mixed in our atmosphere, been like 
oxygen and hydrogen, then the first man who fired the first oxygen 
and nitrogen flame would have deluged the world in nitric acid fumes. 

The sparks also bring about decomposition as well as combination. ■ 
Ammonia and defiant gas are decomposed by the sparks. 

These cases are mentioned here, for it seems the electrolytic effects 
gases have yet to be made practical use of. 

The chemical combinations and decompositions by means of com- 
bined electrical and heat action, have now reached a very important 
practical position. 

This process, which can very well be worked on a small scale in 
the engineering laboratory, consists in mixing the materials as a fine 
powder with carbon, passing current through the mixture to produce 
intense heat; when a certain temperature is reached, decomposition 
and combinations take place, and new compounds are formed, leaving 
perhaps an element free. 

Fig. 201 is an illustration of an electrical furnace; it consists of a 
central carbon crucible, resting on a carbon block connected to the 
negative pole, so that the crucible is the cathode. 

The anode is a thick carbon rod sliding through the cover of the 
Tucible. The cover is of fire-brick or porous fire-clay. 

The crucible is packed into a brick chamber surrounded by pow- 
lered bricks of fire-clay to confine the heat. 

A fire-clay tapping tube is used to run ofif metals freed in the 
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The electroljiic forge, the electroKtic current interrupter, and 
the electrolytic alternating current rectifier, are recent develop- 
ments discovered by experimenters, and indicate bow useful dis- 
coveries are within the reach of those who can dnnse experiments, as 

distinguished from those 
who can only repeat 
experiments devised by 
others. Theelectroljtic ' 
forge is, to those who 
see it worked for the 
first time, something 
magical. In ordinary 
forges the smith cools 
his iron by plunging it 
into water, but in the 
electrolytic forge he 
plunges his iron into 
water containing some 
salts to make it an elec- 
tric conductor, and the 
i:- III immediately be- 
ci:imes white hot under 
the water. The vessel 
Fig mi — EiKiric Furnice^ Containing the water 

solution is an electro- 
lytic cell. In the bottom of the cell a lead plate is laid covering 
the whole bottom of the cell, and a broad strip of lead runs up to 
the top of the vessel to make electrical connection with the genera- 
tor; this piate is the anode, A conducting bar is fixed along the 
top edge of one side, for the purpose of making contact electrically 
with the bar of iron to be heated. I f the bar is long it may rest on 
this contact while dipping into the liquid, or if short the tongs may 
rest on this bar. The article to be heated is the cathode pole in the 
cell. Special Plate No. \''I1. illustrates this forge. 

From 1 20 to 250 volts Is required, and the anode must be at 
least a hundred times greater in superficial area than the article to 
be heated. This is necessary for economy, for we want no heat 
generated except at the cathode. It is the concentration of large 
current on small surface at the cathode which generates the great 
heat there. 

The solution may be sulphuric acid and water 1150 sp. g., or, 
better still, an alkaline solution of bicarbonate of soda and borax in 
water nearly saturated. 

The article to be heated must be connected to the negative pole 
before immersion. This is important, for if dipped in first, and thea 
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Electrolytic Current Interrupter 

connected, the heat generated will not rise above the boUing tempera- 
ture of the liquid. What happens when we connect the cathode 
and then dip it in is this. The moment contact is made with the liquid, 
gas is formed at the point of contact — hydrogen gas. This gas im- 
mediately drives back the liquid, and an arc is formed across the gas 
from the liquid to the metal, and this arc extends as the article is 
more and more immersed. It is this extensive arc which does the 
healing. And the heating is uniform, for the hotter parts drive 
back the liquid farthest, so that the cooler part gets most of the 
current until uniform heating is attained. 

The heat rises very rapidly to an enormous temperature, and 
melts iron, platinum, and any other conductors. 

An American firm make a speciality of these electrolytic forges. 

The electrolytic current interrupter (Fig. 202) is used for breaking 
up a current into an intermittent one of great frequency, and is used 
instead of the electro-magnetic make and break familiar to us on 
induction coils. A simple apparatus consists of a lead cell C 
containing an electrolytic solution of acid or alkali, and making 
it the cathode, while we use as an anode 
a small point — the end of a platinum 
wire sealed through a glass tube P. In 
this apparatus considerable pressure is 
also required — 100 volts or so — but by 
special construction much less can be 
used. In this apparatus the high pres- 
sure on the anode point drives back the 
electrolyte, immediately breaking the cur- 
rent; but the electrolyte falls back upon 
the point, to be again repelled. This 
happens at an extremely rapid rate, 
making and breaking the current hundreds 
of times per second. '''^- ^o^'— E-iM"<"y'ic 

~, S , . .^ . . ., Currcnl Inleinipler 

1 he electrolytic rectiher is or consider- 
able interest, and will well repay close study and further experiments. 
It operates by presenting a great resistance to the passage of a 
current in one direction, and allowing current to pass easily in the 
"pposite direction. The current to be rectified is alternating, 
flowing alternately in opposite directions, and the object of the 
rectifier is to allow currents of one direction only to pass. The 
aluminium cell has been mostly used for the purpose, but other cells 
exhibit the same properties ; the effect is not so novel as most 
people imagine. 

A silver and lead couple will present a high resistance in 
sulphuric acid and water solution when the lead is anode and the 
silver the cathode; but when the current reverses, and the silver is 
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the anode and the lead the cathode, the resistance is much less ; 
hence, while small current passes in one direction, large current 
passes in the other direction. When the lead is anode its resistance 
is 207, and the cathode silver, 108 : total = 
315. When reversed the lead's resistance is 
96, and the silver 44; total =140, less than 
half the resistance in one direction than that 
when the current Is in the other direction. 

The advantage which aluminium pos- 
sesses seems to be that its resistance is very 
high, much higher than any other metal or 
conductor in one direction, and very low in 
the opposite direction. 

The subject is obscure, but of great inter- 
est in alternating current electrolysis. 

The electrolytic rectifier (Fig. 203) con- 
sists of a lead cell C with an aluminium 
electrode A in a sulphuric acid solution. 
Aluminium, it seems, instantly becomes 
covered with a non-conducting film the moment it is anode, and the 
moment it becomes cathode this film breaks down and allows the 
current to pass. 

Both these apparatus become hot in operation, hence many 
devices are made for cooling them. Thus to electrolysis we are 
indebted for such useful appliances and arts within the electrical 
engineer's scope — electroplating, electrotyping, electro-refining of 
metals, electro-extraction of metals, electro-chemical production of 
chemicals and gases, electrical forging, storage cells, alternating 
rectifiers, continuous current interrupters- — and we all look hopefully 
to the time when by electrolysis we can liberate electrical energy 
direct from carbon. 
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CHAPTER VIII 

INSTRUMENTS, METERS, LAMPS 

The electric lamp is the one thing in electrical engineering which 
from the beginning presented no great difficulties. Long before 
the dynamo was brought to any useful shape the arc lamp was 
persistently experimented upon with a view to regulate its burning. 
The ideas of these ancient electricians are still the ideas of present- 
day arc lamp makers ; they first found that if the two wires from a 
large battery of cells in series were armed with carbon points brought 
together and then separated, a bright light burned between the 
points. They also found that if the points were drawn too far 
apart the light went out, and that if the carbons could be kept the 
same distance apart by moving them steadily towards each other at 
the same rate at which they burned away a perfectly steady light of 
great brilliancy could be maintained, and apparatus were invented 
for holding the two carbons, drawing them apart the proper distance, 
and feeding them together at the proper rate. All this was found 
out between 1840 and 1859, as a reference to the Patents Office 
will prove. 

In these days only primary batteries could be got to supply the 
pressure and current ; hence, although the subject was fascinating, 
it was dropped on account of its small commercial value to the 
inventors and their patrons. For twelve years electric lamps made 
no further progress ; during that time the Serrln lamp, invented in 
1857, and the Duboscq lamp, invented in 1858, were the only ones 
in the field. But with all their drawbacks these old electricians had 
discovered all the principles of regulating arc lamps automatically, 
and found mechanism, coils, and magnets to carry the principles into 
effect. 

But the principles which govern the working of arc lamps in 
series or in parallel, a large number from one generator, were 
unknown to them, for having no generators of sufficient power to 
run more than one lamp, the problems did not arise. They, how- 
ever, found that the arc would burn in a vacuum, and also under 
water. 

The perfecting of the dynamo by M. Gramme and Von Alteneck 
placed the electricians of 1876 to 1882 in a position to run many 

i lamps from one generator, and very soon they found, first, the laws 
■f the series lamp, and later the parallel lamp regulation ; and strange 
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as it may seem, the improvements required lo fit the arc lamp for 
either circuit were exceedingly slight, so simple that they are scarcely 
visible. 

The incandescent lamp dates away back to 1S45. Its history is 
exceedingly interesting from the fact that it determined the great 
electric lighting movement which began in 1SS2 as a result of the 
successful manufacture of incandescent lamps by Swan and Edison, 
to whom all credit is due for perfecting that manufacture sufficiently 
to make it a commercial success. But Starr and King had invented 
an electric lamp consisting of a carbon conductor in a vacuum nearly 
fifty years before, so that the bold claim made by the holders of the 
patent rights for the new lamps that they claimed as their invention, 
a carbon filament in a vacuum, is untenable. The question was raised 
in the law courts, and the contest raged around the word " filament " : 
What is a ■' filament" ? Wherein does it differ from a long thin rod? 
The early inventors had used rods of carbon as thin as they could 
possibly make them ; but as they made them by cutting out of solid 
carbon the degree of thinness attained was not great, but still they 
made them as filamentous as they knew how. What the Swan and 
Edison patent specifications disclosed as new to the world was not 
a lamp with carbon heated by an electric current in a vacuum ; that 
had been done by Starr, King, and Konn long before. Really what 
they did describe was a process for producing carbons much thinner 
and longer than could be produced before and by a really new and 
valuable process. They took a vegetable fibre of cane, or cotton, 
or paper, principally constituted of carbon, and which could be shaped 
to any figure, and as long and thin as desirable ; and by enclosing 
the shaped vegetable fibre air-tight and packed in powdered coke 
or lamp-black in crucibles, and raising the whole to a white heat for 
some hours, upon cooling and opening up the crucibles the vegetable 
fibres were found to be converted into carbon, retaining the shape 
and size which had previously been given to them. This process it was 
that made incandescent lighting a success ; but soon after its success 
inventors discovered other processes for producing carbons quite as 
thin and long, and of any shape, without the vegetable fibre and the 
roasting in the crucible ; but these processes were not allowed to be 
used in this country, as the courts, under the expert evidence given, 
allowed the claim for the filament itself, however produced, and all 
progress stopped for a time in incandescent lighting. The lamps 
improved in manufacture, but remained at pressures of no volts 
and under for many years ; in fact, many places had large installa- 
tions, actually planned and carried out under what was supposed 
to be expert guidance at great expense, to fit the 100 or no volt 
lamp. Much in the same way as the man who bought a window- 
frame, and had the house built to fit it. 



High and Low Pressure Supply 



^* Later on, however, the j'oily t-i" wc-rking at ico or i lo volts 
became apparent, even to tbc experts, and iaji^ were forthcoming 
of 250 veils pressure ; then tbc s y s t e ms oftastalhtians «~ere changed 
over to that higher pressure, eflecting great saving in copper mains, 
to supply the lamps. But experience of these lamps shows that they 
have a shorter life and a lower efficiency than the old ones bad at 
lower pressures, so that there is room for iinprot'ement yet. And 
further, the three-wire system so mudi in use was devised to meet 
the low-pressure incandescent lamps, and 1 10 volu was chosen 
because two arc lamps in series could be ver)' well worked at 
that pressure. Now, howe%'er, that higher pressure lamps cin be 
got, it becomes a question whether the use of a three-wire system 
is not due more to force of habit than to common-sense reasoning. 
Later on we shall have to inquire into this. Meanwhile it may be 
remarked that the experts who adopted it argued that it saved 
copper in the mains, and that the lamps on each side need not be 
equal in current consumption ; in faa, they said it balanced naturally. 
But nowadays we don't hear much of this theory ; in practice it does 
not seem to work. The best proof of this fact is given by the very 
solid arguments in the shape of " Balancers " on every three-wire 
system, and other expensive arrangements, which go far to swallow 
up any saving of copper in the distributing wires, not to speak of 
the complications in connections introduced by the three wires. 

The question is: If the three-wire system fulfils its purpose, 
where do the " Balancers " come in ? They come in only to 

»help out old systems laid down in ignorance and found defec- 
tive, and such is the force of example blindly followed that we 
actually find them included in absolutely new installations. One 
of the objects of the succeeding volumes of this work is to make 
plain the use and also the "abuse" of apparatus and methods in 
electrical installations, hence these elementary facts are given here. 

»It will be seen that no small part has been played by the lamps 
in electrical progress, and they are still the commanding factor 
in the problem of further progress. But there can be no doubt 
that such a crude method of lighting as that of the carbon filament, 
which produces light wliile wasting 90 per cent, of electrical energy, 
cannot be the final lamp. Already we have in the Ncrnst lamp 
and the Mercury Vapour lamp indications of " new lamps for old ' 
incandescent ones. 

In arc lamps the only recent improvement is that called the 

• Enclosed hmip, wherein the arc burns in an air-light globe, so that 
the consumption of carbon is much lessened, thereby reducing the 
cost of carbon and attendance ; but it does not give the same amount 
of light for the power consumed that the open air-fed lamp given. 
The idea is by no means new. 
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Switches and Fuses 

Switches are to the electrician what stop-valves are to 
the steam hydraulic engineer, and have quite a brief history ; 
in fact, they have only just reached a practical stage. At 
first they were designed and made by philosophical and 
scientific instrument makers, with an eye to polished and 
lacquered brass, and no idea of wear and tear, and less about 
resistance. 

It would surprise some people to see the results of measurement 
of drop in pressure in various switches. Every switch should have 
clearly marked upon it the drop in volts across its terminals when 
the full current for which it is sold is passed through it, and it should 
be guaranteed to work for a time without increase of internal 
resistance. The internal resistance of a switch may seem a queer 
thing, but it is quite as real as the internal resistance of a batter}', 
and more important. 

The first considerations in their design should be low resist- 
ance at contacts, and durability. Yet British manufacturers have 
not paid much attention to them, many firms making and selling 
motors without switches or fuses, not even being able to recom- 
mend a suitable switch. The best foreign firms can always supply 
with their motors a complete switch-board with ammeter, starting 
switch with automatic cut-off. double pole switch and fuses, and 
a discharge resistance, all of which are necessary and need not 
be costly. 

It is a great recommendation for a motor when an engineer 
or contractor is in the market as a purchaser to know that when 
it is delivered it will be complete, and that he will not require 
to forage around for half-a-dozen details required before it can be 
set to work. Owing to this defect many a failure of motors is due, 
and yet this slovenly practice goes on among smaller firms. Im- 
portant firms cannot afford to take such risks, and therefore always 
include every requisite in the way of switches, cut-outs, and 
instruments in their tenders, leaving it to the purchaser to strike 
them out if not wanted. 

The same may be said of fuses. They are, as a rule, badly 
designed and far too expensive ; but every year sees improvement, 
and now that higher pressures are in use, and not likely to go higher 
still, some standard forms may be arrived at. No doubt they will 
be all made for the maximum pressure, 250 volts ; at least one 
would naturally think so, but considering the fact that uniformity in 
practice in electrical engineering has hitherto been conspicuous for its 
absence, this may not be done. In continuous current systems we 
find them fairly uniform at 100 to 1 10 volts at first ; then when the 
higher pressure became fashionable, instead of all going to the one 
pressure each went his own way. and now we have 200. 220. 250 
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'olts installations. In alternating; current systems there is more 

scope for diversity, hence more diversity. Not only have we 

installations at all pressures from lOO to 250, but we have all 

manner of frequencies from 120 down to 40 per second. All 

this chaos in electrical installations is due to their rapid growth 

to some extent, to the rivalry of competing systems, and want 

of knowledge by those who designed them. Many installations 

■feave been entirely reconstructed before they were ten years 

^Hd. And these diverse systems have much interfered with the 

^perfection and standardising of details, such as switches, fuses, 

and instruments, as well as in greater things, such as lamps 

and motors. 

Supply meters are special manufactures, and are simple machines. 
Uthough much difficulty has been met with in devising a form 
niirely satisfactory, there can be little room for doubt that at last a 
potor meter, suitable for either continuous or alternating current 
Hid without any fluid, will finally prevail. But even here the 
Metricians are far from agreed as to what method of charging 
_5onsumers for supply is best ; and some very questionable proposals 
have been made and carried out. principally by station engineers, 
giving rebates and preferences to the best paying consumers. This 
practice, while quite legitimate when the supply is given by a private 
trading concern risking its own capital, is not so when practised by 
a municipal concern using public rates for the purpose, upon which 
every member of the community has a right to call for equal treat- 
ment. It may be replied to this that if the concern pays its way 
without drawing upon the rates or upon the public purse in any way, 
then it has the same rights as a private company to make its own 
rules for supply and payment therefor. However, this question 
only interests us here because, instead of a plain meter record upon 
which the supply is paid for {like gas at 2s. 6d. a 1000 for everybody), 
~ ife have to add maximum demand meters, or double meters, 
ind other complications in installations. There are successful 
neters called motor meters ; they, when studied closely, will be 
bund to be motor generators on a small scale, built with an eye to 
iducing friction to the smallest limit. The so-called magnetic 
"ake is a generator with a short circuited armature, the old Faraday 
Bisc generator, the first dynamo ever made. In one meter both 
motor and generator are of this type ; the motor armature is con- 
nected in series with the load, and the field of both motor and 
generator is constant and provided by a permanent magnet. The 
action of such a meter is clearly on ordinary dynamo-electric prin- 
ciples, and can be nicely demonstrated by coupling a pair of little toy 
Knamos shaft to shaft, short circuiting the armature of one and ap- 
ing a pressure to the other armature through a variable resistance 



Power and Torque of Meters 

and an ammeter. The fields must be separately excited constantly. 
By this experiment it can be shown thai the speed is proportional 
to the current in the dynamo armature. Double the current doubles 
the speed, but no more, for the current induced in the generator is 
also doubled, and therefore takes double the torque also. Now It 
has always been argued that this so-called magnetic brake did not 
act as the square of the speed ; but that is a mathematical fallacy 
plainly to be seen, for if we double the torque and double the 
speed of a motor, the power is not doubled, but squared, in a' 
constant field. Hence the generator requires also the square of the 
power to drive it at doubled speed. It is because both follow the 
square law that the speed is proportional to the current in the motor 
armature. 

The foregoing is the true science of the motor and brake meters 
commonly in use, correcting the error in the law of the brake. 

In another meter successfully used the motor has a constant 
current in the armature, and a variable field in series with the load. 
The generator is on a constant field. In this case the speed is 
same as before, proportional to current passing in the motor — this 
time through field of the motor. If an ammeter and a voltmeter 
are applied in the motor circuit, the speed will be proportioned to 
the current. Hence, the electrical and mechanical laws are in perfect 
agreement. Mechanically, if we have twice speed at twice torque, 
the power required must be as the square. Guthrie and Boys 
describe tests on the magnetic brake in the Proc. Physical Society, 
1879, by hanging a copper disc by a torsion wire above a rotating 
powerful magnet, and they found that the torsion was directly pro- 
portional to the speed of the magnet. But they did not measure 
the power required to run the magnet at the different speeds. 
Evidently they took it for granted that every one would know that 
if the torque was proportional to the speed the power exerted 
would be as the square of the speed. 

These considerations are of great importance to students and 
investigators, for correct notions throw floods of light on obscure 
problems. 

This explains why the Schallenberger meter, which has an 
air brake in shape of a fan, works as well as the magnetic brake in 
a meter. 

The complete theory of meters is very complicated, for they 
are so delicately poised that effects which, in ordinary motors and 
generators, are either negligible or perfectly well knov/n and 
measurable, have immensely magnified effects in these delicate 
machines in meters. Counter E.M.F. and friction play parts quite 
beyond calculations, and tolerable accuracy is attained by experi- 
ment and tests and adjustments only. 
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^P The insane craze for accuracy at low loads on, say, one 8 C.P. 
lamp has produced meters which may pass the lest when new, but 
which soon get out of accuracy at all loads — a much more serious 
affair than, say, a 20 per cent, error on one lamp. 

The supply meters in use are of many types at the present 
day, and we need not here refer to the vast number of variations 
brought forward from time to time. The first and oldest type of 
meter is the electrolytic meter, wherein metal or gas is deposited or 
liberated in proportion to the current used by the consumer. 

Edison worked long on the electrolytic meter, and used two 
amalgamated zinc plates in a saturated solution of zinc sulphate, and 
by shunting a small known fraction of the current through this cell 
a certain amount of zinc was transferred from one plate to the other, 
proportional to the consumer's current ; the difference in weight 
gave the units to be charged for. This cell was liable to error from 
differences of temperature 
" nd from back E.M.F., and 
ne weighing of the plates 
has troublesome, and not 
[poked upon with favour by 
The consumer, Edison, by 
jiging the plates from a 
balance and attaching an 
automatic recording device, 
attempted to make it read 
off units consumed direct. 

A diagram of an electro- 
lytic meter showing a ver)" 
»'omising principle of action 
here given in Fig. 204, 
I one example of electro- 
tic principles applied to 
easuring ampere-hours. 
The cathode is a carbon 
rod, B ; the anode a layer 
of mercury. A, in a cell ; 
the cell has a barometer 

Bbe, T, dropping down- 
irds along a scale of units, 
t the end of the tube is a 
tap, C, whereby the mercury may be drawn from the tube and 
returned to the cell by a funnel. The cell is connected across a 
fixed resistance, R. in series with the load, so that a small portion of 
the current passing is shunted through the meter. A second resist- 
ance, r, is in series with the cell for the purpose of adjusting the 
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meter to read Board of Trade or other units. The action is 
simple ; the current deposits mercury- on the carbon rod, which 
does not adhere ; it drops off into the tube, rising there to indicate 
the consumption of current in the circuit on the vertical scale. 

The earliest proposal for a clock meter was made by Professors 
Ayrton and Perry, who designed a clock with a coil carrying part 
of the consumer's current, forming the hob of the pendulum. This 
coil was pulled downwards by a second coil, thus adding to the 
effect of gravity and accelerating the clock. The difference between 
correct time and the measuring clock gave a measure of the current 
consumed. Arons' meter consists of two clocks connected by a 
differential gearing, which drives an inde.\ train of wheels indicating 
directly the units consumed. Each clock has a pendulum ; one is 
slowed and the other accelerated by the consumer's current, and the 

difference is proportional 
to the current consumed 
or watts consumed. 

Perhaps the most 
numerous class of meters 
ih use are motor meters, 
which a motor runs at 
' speeds proportional to 
the current, the motor 
being resisted by the 
force of some brake. 
Two examples are shown 
here in diagrams. Fig. 
205 is a side elevation. 
Fig. 3o6 an end elevation, 
and Fig. 207 a plan. A 
^ ifi-ios spindle, Z, has a worm to 

gear into a registering train of wheels, and a copper or aluminium 
disc, A, is mounted free to rotate on jewelled bearings. A three- 
pole alternating magnet, S,, H, S,, is fixed below the disc as shown, 
connected to the circuit. This magnet has a main and shunt wind- 
ing, whereby it acts upon the disc and drives it round as a motor, with 
a torque proportional to the current in the main thick wire coils. 

A permanent steel magnet, M, embraces the disc as shown, and 
when the disc rotates under the torque set up by the alternating 
magnet, currents are generated in the disc under the steel magnet. 
Thus, on one diameter the disc acts as a motor, and on the opposite 
diameter it acts as a generator. The whole combination is a motor- 
generator, and it is well known that a motor-generator runs at a 
speed proportional to the current in the generator when the motor 
armature is short-circuited. 
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Many meters depend on this principle, but the disc cannot always 

be used for the armature common to both motor and generator. 

it can only do so with 

aiternating currents, 

whereby motor currents 

can be induced in the disc. 

Continuous current re- 
quires a continuous cur- 
rent motor apart from the 

generator, but otherwise 

the principle is the same. 

A meter for continuous 

current is shown in Fig. 

2oS ; the disc and steel 
rnagnet M form the 
generator, or so - called 
disc brake or magnetic 
brake. The motor arma- 
ture is shown as a coil S 
m ou n ted free to rotate 
and fixed on the same 
shaft A as the generator 
brake. In this type of 
meter a commutator K is 
required to operate the 
armature ; but it has the advantage 
acting as motor and generator, 
alternating and continu- 
ous currents. In this 
form of meter themoving 
coil is a shunt circuit 

constantly excited to the 

same e.xtent, and thefixed 

coil or coils H carry the 

whole consumer's current 

for measurement. 

And it is customary 

to put a small coil inside 

of H, and in series with 

the moving coils, in order 

to assist in starting and 

overcoming friction on 

small loads. 

In another form of motor meter a bath of mercury in the form 
a disc is placed between two powerful magnet poles, i.e. in a 




er the one with a single disc 
nasmuch as it is suitable for both 
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strong magnetic field In which the lines of magnetism run through 
the mercur)' disc parallel to the axis. The whole current to be 
measured passes from the circumference of 
the mercurj" to the centre radially ; hence the 
mercurj- is driven round and revolves with 
a speed proportional to the current, for the 
fluid friction is as the square of the speed, 
and the power driving the mercury is as the 
square of the current. 

There is. however, in these mercury 
meters, where the consumer's current makes 
a short path in a strong field, very small 
power at low loads. 

The Ferranti meter, on this principle, 
was the first of its kind successful ; the 
mercurj' is motor and brake in one. 

In regard to supply meters, the losses due 
,- ^ to errors in the meter are worthy of considera- 

tion here. An example will show how the 
losses are really obtained from calculations made on the percentage 
errors in a meter at different loads- 

Percentage errors are very misleading to the superficial reader of 
a meter test. Take, for example, a meter for fifty 8 candle-power 
lamps, which does not move at all with one lamp on, as an extreme 
case of a meter inaccurate at low loads; and at high loads, say, 
this meter has an error of only 2 per cent., being correct about 
half load. Each lamp takes sVth of a unit per hour, so that 
running for thirty hours the company, or supply, loses the price 
of a unit for every thirty hours when only one lamp is on ; total 
loss, say, 4d. 

But calculate the loss at full load for an error of only 2 per cent., 
fifty lamps will take 50 units in thirty hours, and 5oX4d. = i6s. 8d. 
Sixteen shillings and elghtpence would be the cost. Two per cent 
on 1 6s. 8d, is, as near as possible, 4d. ; so that, with only 2 per 
cent, error at full load, the loss Is equal to the loss on low load at 
100 per cent, error ; and a 2 per cent, error at full load is just as bad 
as giving one lamp for nothing at low load. 

It Is well, of course, to aim at high efficiency and economy In all 
engineering work ; but figures do not always convey facts. From 
the above reasoning. It Is clear that some definite criterion of a 
meter's performance is required. It is too much to expect an 
Instrument which must act under minute forces, to be of cheap con- 
struction, and work closed up in a cellar, and be absolutely correct. 
In the first place, an error of 2 per cent, on either side of the correct 
line must be accepted as a common-sense, practical condition, and after 
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ill this does not count for much, for some meters are low and some 
high in error ; consequently, the agg^regate result is nearer correct 
than one wou!d imagine. The question of importance is to fix 
the point in the meter load where the readings should be correct 
There is no reason why any meter should not be correct at quarter 
load, and remain correct from that up to full normal load, with a 
slight rise on over-load. From quarter load down to ^V^h load 2 per 
cent, error may be allowed with safety on either side ; from -^th 
to Vtfth of full load, 5 per cent error ; and below that load, except 
on very small meters, the error is not of any consequence. 

Meters should not be put in too large for the circuit : it is better 
to run them occasionally overloaded than to run them continually 
underloaded. 

Different types of electricity meters have different characteristics. 
Perhaps the type most likely to give a straight line characteristic 
are those in which the motive force is applied independendy, apart 
from the measuring circuit. The clock meter, invented by Ayrton 
and Perry, is an example of this type ; so is the Aron meter, and 
others to be referred to ; also the author's meter, in which 
there js a motor circuit and a measuring- circuit distinct from each 
other. 
\ Two diagrams of characteristic curves are here given, taken from 

tsls made on meters in actual use. Fig. 209 is from a sample of a 

much-used meter. The straight zero line is the line which should 
be found. The curve is the actual line found. It will be seen that 
at working medium loads, it is about 2 per cent, wrong in favour of 
the seller, A little under full load it is correct between 8 and 9 
amperes ; at 10 amperes it is nearly i per cent, wrong in favour of 
the buyer. At low loads, from .5 downwards, it is again in favour of 
the buyer. This diagram is very good at the small load end ; in 
fact, the hump on the curve is due entirely to this attempt to get 
.ccuracy at low load. It is obtained by forcing up the power, thus 
ising the rise at middle loads. 

Fig. 2 10 is a better curve, both for buyer and seller. On medium 
ids it is correct from 2 to 9,5 amperes, when it slightly rises. It 
is not so good as the former at low loads, but, as before explained, 
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Principles of Arc Lamps 

that is far more than compensated for by the long straight line, upon 
which most depends. 

The principles of the arc lamp are very simple, and may be illus- 
trated by a few diagrams of the different types. The first is a purely 



* 




r 1 1 ' 


. •» 


rf- 




1 — , 


i- 




i- 




, y , i 


*t 








- 


- 




















h 


































































(^ ' 


























































4 































Fia. 3IO 

electro-magnetic lamp, in which two solenoids, one in series with, 
and the other in parallel or a shunt across the arc. These two coils 
act oppositely. The series coil 
is of wire thick enough to carry 
the current ; the other is a fine 
wire coil, calculated to run fairly 
cool on a 50 volt P.D. at its 
ends. The ampere-turns in the 
two coils should be equal each 
to each. The core of the sole- 
noids is a conical core, so that 
the pull upon it is fairly uniform 
in any position. In Fig. : 
C is the bi-conical core which 
carries the carbon rod shown 
at c in Fig. 212, a horizontally 
working lamp. The main coil 
p,^ J, I M pulls the carbons apart, 

thereby striking the arc light ; 
but as the carbons part the resistance increases between the carbons, 
so that the P.D. across the terminals rises to about 45 volts. Th; 





P.D. sends a current through the fine-wire shunt coil S. which' 

pulls against the main coil, till at last the core comes to rest at i 

certain position, where the pull of the two coils balance with tb 
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carbon points about -^ inch apart. But the carbons burn away, 
and the P.D. rises slowly across + and — , while the current 
shghtly becomes less through coil M and the arc A ; hence, coil S 
has the pull over M and moves the core C forward, to make up 
for the waste of carbon and keep the arc of constant length. In a 
good lamp this action keeps the carbons moving together steadily 
at the rate the carbons burn away, the variation in P.D. being no 
more than half a vo!t at the terminals. This kind of lamp is capable 
of a continuous (esd of the carbons at the rale they burn away at, 
and is the only purely electro-magnetic lamp direct acting. In 
Fig. 211, at a, the core is in its first position when new carbons are 
put in ; at & the core is half way, the carbons being half consumed ; 
at c the carbons are finished. The bi-conical core is coned to 
produce an equal and opposite pull in any position of the core 
between c and a when the ampere-turns in coils M and S are equal. 
This is the principle of the Pilsen lamp. 

Another common form of regulator for lamps is shown in Fig. 
213 by diagram. It is a clutch regulator; the carbon rods R' R' are 
caught in a metal washer W^ W". 
When the washer is tilted as at 
W the rod cannot slip through ; 
but when the washer is at right 
angles to the rod it slips through 
easily. Now when the current 
passes in coil c and through the 
carbon core, P is pulled up and 
lifts one side of the washers. 
gripping the rods and lifting the 
carbons apart. There are two 
carbons designed, one to burn 
after the other ; and by the simple 
device of causing one washer to 
grip before the other, the arc is 
formed only between the carbons 
which are last parted. This dif- 




3. — Brill h Lamp 

ference is caused by making stop S" lower than stop S^ Now as 



the carbon on R' burns away the core falls, and washer W coming 
in contact with S' releases the rod and it slips through, thus feeding 
the carbon forward. The coils are wound differentially with a 
main and shunt wire acting oppositely to each other. 

Fig. 214 is another diagram of a clutch mechanism designed by 
the author. The rod R carries the carbon and feeds through a 
washer with a tail on it and an adjustable screw H. and the washer 
is hung as shown over a small pulley, and over a larger pulley are 
' mg two cores, P^ and Pj. Pj is acted upon by main coil M, and 
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Pj by shunt coil S. The current In M pulls the clutch up and 
strikes the arc ; the shunt coil pulls against the main coil, so that 
they balance when the arc is 
the proper length, and thus the 
arc is regulated. The main 
core has an iron mantle which 
gives greater power to the main 
coil to ovL-rcome the weight of 
the rod to be lifted. 

Another class of lamp has a 
brake wheel which is gripped 
and turned round or lifted to 
strike the arc, and then allowed 
to slip and feed the carbons 
forward much as a clutch lamp 
does. The Brockei-Piell lamp 
is one of this type ; also 
Crompton, Pochin, Mensing, 
Blahnik, Siemens, and others. 
In fact, the wheel clutch seems 
to have advantages over the 
clutch applied directly to the 
carbon rods. 

There are also lamps in 
which the arc is struck and the 
carbons fed by Httle electric 
motors, a beautiful example 
being that of Henrion, in 
which an induction motor is used for an alternating current 
lamp. 

In succeeding volumes these lamps as actually constructed will 
be fully described. Meanwhile we may refer to the vital parts of 
the arc lamp, the solenoids and cores. We have already referred 
to the Pilsen lamp coils, in which it is plain that the two coils, main 
and shunt, must have equal ampere-turns when the arc is formed, 
and also we have noticed how the core is skilfully designed to give 
equal effect throughout its stroke. But in most arc lamps, especi- 
ally of the clutch type, which also includes the wheel clutch (so* 
called brake), there is very little evidence of scientific design in the 
coils and cores operating the regulator. 

A core acting in a solenoid is not pulled upon uniformly in any 
position. As the core is entered the pull increases as it goes further 
into the solenoid until a maximum is reached, when the pull begins 
to grow less and less, and comes again to zero. This is shown in 
Fig. 2 1 5, where C is a coil and P a plunger. The length of the coil 
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Arc Lamp Coil and Plunger 

is a &; the travel of the plunger a E. The length of the plunger 
must be equal xo D a b E, where D a \% equal to b E, or the 
plunger twice the length of the coil. 

The maximum pull is just about where the ends of the coil and 
. plungers coincide at b. If the plunger is projected beyond b, the 
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Fic, aij. — Diagram of Power in Cuil and Plunger 

lU becomes less and less till it is zero, when the plunger projects 
ally from each end. 

Now the Important question that arises in designing lamp coils 
id plungers, is, at what point in the pull curve should the end of 
e plunger operate? Should It be on the rise or fall side of the 
maximum pull ? 

A little consideration will prove that the main plunger M (Fig. 2 14) 

should start from the position slightly further into the coil than the 

'jnaximum point, so that as tlie arc strikes the plunger moves into 

weaker position, and therefore naturally tends to balance its 

igition, even without the opposing effects of the shunt coll. Then 

'tunt coil should have its plunger start with Its inner end also 

id the maximum point, so that, as the arc strikes up, the 

lOger moves into a stronger position of pull. Thus, when the arc 

mgthens, the shunt will, with but small increase uf P.D., easily 

■ntrol the feed ; and the phenomena of what is commonly known 

pumping cannot take place. 

Straight cores are usually fo short in order to keep the lamp 
lown in length, but cores should never be less than twice the length 
tf the coil. A long core can be bent over into a horse-shoe, in 
irder to shorten the space occupied. Coils should be about 5 to 7 
'iamelers in length, the bore being the diameter. 

There would not be so much call for such refined mechanism in 
arc lamps if the controlling magnetic apparatus were properly made 
and designed on these lines 
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The only recent improvement in arc lamps is the burning of the 
arc in an inert atmosphere. The arc is formed in a dosed air-tight 
vessel of glass, so that any air which it may at first contain loses its 
oxygen by combining with the carbon to form carbonic acid gas. 
There being no further supply of oxygen, combustion ceases, and 
the carbon wears away very slowly by volatilisation, and lasts, it 
is said, for loo hours, instead of 
only 8 cr lo hours. Naturallj-, the 
enclosing vessel becomes very dirty 
and the light is obscured to a large 
extent, as there is no escape for the 
carbon debris, ashes, and dust. 

Away back twenty years ago a 
beautiful electric lamp was made, 
working on a principle first intro- 
duced by Jablockoff. He used a 
thin plate of kaolin, or unglazed 
porcelain, as shown in Tig. 216. 
Two platinum wires, (' h, held in 
two contact terminals, brought a 
high-pressure current to bear on 
the corners of the plate e d. The 
current liad a pressure capable of 
sparking from e to d, and the 
spark was led from ^ to ^ by a carbon point held in the hand by an 
insulator, so as to start the light up, for the cold porcelain is a bad 
conductor. It gradually becomes heated, and as it becomes hotter, 
takes more and more current until the whole edge glows with a 
fine golden coloured light. It was not a success first, because it 
required that preliminary heating. It could be started with a blow- 
pipe flame, or by a fuse match laid from 
e to d. Secondly, the heat spread into 
the plate and caused a large leakage of 
current, which gave little light. 

Following the same idea, we had the 

sun lamp shown in diagram (Fig. 217), 

two carbon rods, fitted through two 

holes in a marble block, A. To start 

with, the carbons B C were pointed and 

■ji... 217.— un mp projected slightly through the block, and 

on being connected to a dynamo of 50 to 60 volts, the arc was 

started by a pencil of carbon projected through a side hole d, 

momentarily connecting the carbons. 

The arc playing along the face of the marble raised it to a high 
incandescence, and the current passed mostly by the heated marble 
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New Lamps 



face, which threw down a fine powerful steady light. It had the 
same drawbacks as the Jablockoff, only on a larger scale. 

Following these, we have the Nernst lamp, illustrated here {Fig. 
2 1 8), as made and sold by the Allgemeine Elektricitate Geselichaft. 
In this lamp the refractory material is made up as a thin rod, and to 
start the light the rod is first heated by a current in an iron wire spiral, 
this current being automatically cut off when the lamp lights up. 
The rods and spirals wear out in 
time, but can be easily replaced, 
as the lamp is open. Doubtless 
these lamps will be much used 
in the future, as they give about 
twice the light given by carbon 
lamps for the energy consumed. 

Another promising lamp i 
the Cooper- Hewitt lamp, shown 
in Figs. 219, 220. Mercury is 
carried in the end of a glass 
tube at A, Fig. 220. A current 
of high pressure is required to 
start the light, after which it is 
maintained by a low - pressure 
current. The high-pressure cur- 
rent forms mercury vapour at a 
considerable temperature, and it 
is this hot mercury vapour which, 
when current passes through it, 
gives the light. The tube is J 
inch diameter, 54 inches long, 
with a 3 inch bulb B. The elec- 
trode in the bulb is of soft iron. 
The efficiency of the light is very 
high, but has a great drawback, 
inasmuch as the light given is 
monochromatic, and, therefore, 
articles seen under it cannot be 
seen in their true colours. 

Arc lamps may be regulated 
by either a shunt or main solenoid or magnet alone ; but it is I 
quite obvious that the variation of pressure required to operate 
a lamp by a shunt coil and the variation of current required 
to operate by a main coil alone must be at least double that 
required in lamps in which a shunt and main coil act both together, 
the pressure across the arc increasing while the current decreases. 
The combined action of the shunt and main coils effect the regula- 
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Vacuum Tube Lamps 

tion under a difference of pressure of only 0.5 volt and 0,5 
ampere, while with either coil alone the variation would be at 
least I or ij volt or ampere. 

The arc itself has a resistance which seems to be compounded 
of a counter-pressure and a 
small ohmic resistance. The 
counter electric pressure is 
supposed to be about 39 
volts ; hence if we apply 40 
to 45 volts the arc is main- 
tained, and a slight increase 
of pressure or decrease of 
pressure makes a vast dif- 
ference in current. After 
40 volts has been reached, 
the current is proportional 
to the small ohmic resistance 
of the arc ; the arc behaves 
Fir 210 ^^ ''^ '""^ resistance were 

about Atb of an ohm only ; 
hence a slight change in pressure causes great 
fluctuations in current and unsteadiness. When 
two carbons are brought together, coupled 
direct to a supply at 60 volts, and separated 
to form an arc, the unsteady working is due 
to this back pressure and small resistance of 
the arc. In order to prevent these great 
fluctuations in current in arc lamps, it is 
necessary to add resistance to the lamp circuit 
when they are in parallel connection to the 
mains; about 1.5 ohm is usually required for 
each 10 ampere lamp, and 65 volts applied. 
We thus get the working conditions as 
65 " 39 = 24 volts expended on the ohmic 
resistance and 39 on the counter electric 
pressure; and of the 24 volts, 15 are ex- 
pended on the resistance in series with the 
arc and 9 volts on the resistance of the arc 
itself. The action of the resistance will now 
Fiu. 219 be evident. If there were no resistance in 

series, 39 + 9 = 48 volts would run the arc 
at 9 amperes, but the slightest change in the arc would cause a 
great change in current. The resistance being only Ath ohm, a 
change of o.oi ohm would cause a difference of i ampere ; but 
if we add 1.5 to the 0.1 we get resistance equal to 1.6 ohm, so 
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^B}3C this total resistance of 1.6 ohm is not altered much by any 
increase or decrease in the arc resistance. Suppose the arc 
resistance to be doubled, this total resistance would only be 
increased to 1.7, and if the arc resistance were halved, the total 
would only alter from r.5 to 1.55. When lamps are put in series 
on high pressures, extra resistances are not used, for the lamps 
act as resistances to each other. 

A phenomenon in striking the arc was discovered by the author 
in constructing double arcs, that is, a double carbon lamp to burn 
two arcs in parallel. 
The experiment can 
best be shown by tak- 
ing two arc lamps of 
any good make and 
coupling them on to a 
60 or 65 volts circuit, 
with resistance to suit, 
as shown in Fig. 221. 
They will run perfectly 
in parallel ; but couple 
the two positive carbons 
together by a wire d, 
and the whole arrange- 
ment is upset; and it 
will be found that when 
we close the switch to 
start the lamps it is 
impossible to get an arc 
struck on both lamps, 
only one of them can 
be lighted up. This 
is due to the fact that 
a spark is required to 
start the arc. When 
an arc is struck, the 
moment the carbons part a slight spark passes, due to the self- 
induction of the circuit, and this starts the action ; but when we 
couple the two carbons direct, as at d, the two regulators do not 
act simultaneously : one draws apart a little before the other, and 
without a spark, for the self-induced current which would start 
the arc passes away through the connecting wire d and through 
the arc in the lagging lamp. The lamp which draws apart first 
cannot, therefore, start burning. Again, if we take wire d away 
and let the two lamps run as usual, and then reconnect at d, the 
lamps will not run perfectly ; a see-saw will be set up between 
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them, for any change in the counter-pressure or resistance of the 
one will affect the other, by a current passing along d. 

Another point worthy of notice is that a lamp may start an arc ' 
beautifully with a new pair of carbon points, but will flicker and jump 
upon starting with an old pair. lo show this properly, a lamp 
without a dash-pot, or one with its dash-pot removed for the experi- 
ment, is used. Put in a pair of new carbons and it lights up all right; 
let it bum for five minutes, then switch off and let it cool down ; 
upon switching on again it will jump and flicker and splutter badly, 
the reason being that the points have become hardened, changed to 
plumbago-like carbon, which does not light up by the small spark. 
In time, however, the points will get hot and the carbon points 
worn down by the hammering action, and an arc will be struck. Again 
repeat the experiment, only, before relighting, file off the burnt ends, 
and the arc will start nicely without any trouble. Many arc regulators 
would require no dash-pot if it were not for this trouble in relighting 
old carbon points. 

Finally, arc lighting is no doubt cheap and attractive, but the 
attendance required is much against its more general application. 
The enclosed lamp to some extent removes this drawback, but there 
seems room for a small arc taking i to 2 amperes, and running 
four or five in series on 200 and 250 volts. Twenty years ago a 
French inventor exhibited such a lamp with pretty effects at the 
Crystal Palace Exhibition. The current was i ampere alternating. 

For lighting streets and large interiors the large arc lamp is 
quite correct, the only fault being the use of obscure globes — another 
case of unreasoning habit. At great expense a powerful light is 
produced, and then straightway an extinguisher is put upon it, 
extinguishing 60 per cent, of the expensive light. This procedure 
wants a lot of explanation to justify it. It is fashionable ; that is all 
that can be said for iL The rational use of arc lamps would be a 
great benefit to the users of light and to the suppliers of current. 
Streets are by no means improved in lighting by large arcs far 
apart, and 25 to 30 feet high, with an obscure globe covering them. 
This practice is ridiculous, and should not be perpetuated. The 
competition of incandescent gas for street lighting is serious, for 
there js no objection to the products of combustion in a street, 
and the gas people don't place their lights under a bushel nor up 
in the sky, but in clear lanterns, and just where they can do most 
effective lighting. 

The electrical engineers do not sufficiently study these details. 

Inverted arcs for interior lighting are very effective where suffi* 
ciently large reflecting surfaces can be got and kept clean. 

Photographic arc lamps are inverted, and the light reflected 
from a dead white surface for portraiture work. The figure shown 




Photo-Electric Lamps 

"(Fig. 222) is a lamp made for photographic studios from designs by the 
author. The regulator is of the Pilsen t>'pe, shown in diagram, Fig. 
212. A small enamelled bowl encloses the arc, and the light is thrown 
into the umbrella reflector, which is painted a dead white with a mix- 




ture of zinc white and colourless varnish. The other lamp (Fig, 223) is 
used for photo-zinco processes and photo-lithography, and also for blue 
printing engineers' and architects' plans. It is made with two, three, 
four, or five lamps, each of 30 to 50 amperes. The reflector is painted 
or whitewashed inside ; the prints are stood in an easel in front, and 
very rapid work is made of them. The regulators are Pilsen type, 
and the lamps are put in series. Thus, on a 200 volt circuit four 
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Photo-Electric Lamps 

lamps are put in series, and we get the full value of the current, for no 
resistances are required : thus we can get with 20 amperes and 200 
volts four lights of nominally 2000 cimdle-power each, or 8000 candle- 
power for 4 units per hour, which at 4d. would run to is. 4d. per 
hour — a very cheap photographic light. On 500 volts we could use 




Fla. r;::.— High -Power Phologravuie Electric Lamp, HKcn Ileeiilators 
(Designed by the Aulhor) 

ten lamps in series, and so on. It is a mistake to use one big lamp ; 
better results are got by using a series of smaller lights, as here 
shown, especially when a cheap supply of electricity at 200 to 250 
volts is laid on. 

I'rojector lamps, search-lights, biograph and lantern lamps are 
specially made either for hand feed or for automatic feed, and are 
made to work in any position. They shall be treated under ship 
and stage installations further on. 
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PRACTICAL ELECTRICITY SUPPLY METERS 



The supply of electricity to consumers from central stations 
demands an accurate meter to total up the amount of electrical 
energy consumed in a given time, say per quarter or yearly, so 
that it may be correctly charged for against the customer. Elec- 
trical energy is sold by the Board of Trade unit, and that is a 
quantity of energy equal to looo watt hours, that is, looo watts 
for one hour, 500 watts for two hours, or cue watt for 1000 hours. 
The watts multiplied by the time during which they are used gi^'e 
the units used. One unit would, as a rule, run a one brake-horse- 
power motor for one hour, allowing for all losses. It would therefore, 
roughly estimated, take 10 units to run a 10 horse-power motor. 
delivering 10 horse-power on the shaft to be driven. Hence a 
ID horse motor would take in a working day of eight hours 80 units 
of energy ; a r6 candle-power lamp takes about 60 watts of energy ; 
hence a unit would run -^'= '6 lamps for one hour. 

To measure the consumpt, it is necessary to have a meter which 
runs at a rate proportional to the watts on the circuit at any 
moment. If one lamp is on, the rate of moving or indicating must 
be proportional to the 60 watts, and the index should record one 
unit consumed in a little less than 16 hours; if ten lamps were on 
the index would indicate one unit in 1.66 hours, and so on. The 
meter is. in fact, a calculating machine, which multiplies the watts by 
the time and adds them all up on the index, showing the watt 
hours consumed over a long period of variable supply. 

Such a machine is necessarily a rather delicate piece of 
mechanism, requiring the highest skill in electro-magnetism, electric 
circuits, and mechanics in its design. A piece of mechanism 
capable of multiplying and adding and accurately entering up the 
result of complex values is no ordinary machine. In the previous 
chapter we dealt in the fundamental principles of the machinery of 
electricity meters ; we must now take up the meters themselves as 
used in practice for closer examination. 

One of the chief difficulties in thje electric meter business has 
been the necessity for the measuring of very different forms of 
electrical energy. The supplies are given in two forms^-continuous 
current and alternating current ; and alternating currents are divided 
into two classes — those in non-inductive circuits and those in inductive 



Electricity Supply Meters 

circuits. Some meters have been designed to measure any one of 
these currents, continuous, alternating non-inductive and inductive ; 
others can only be used for continuous current alone ; others, again, 
are suitable for non-inductive alternating circuits only ; another class 
is fit for work, on either non-inductive or inductive alternating 
circuits, and useless on continuous circuits. Another important 
point is that meters must be built to work with little or no ap- 
preciable waste of energy in themselves, and a third point is that 
they should register correctly on a small load and also on a 
high load. 

These requirements constitute rather a large order upon the 
meter inventor, who has been rather apt to ignore them, with the 
result that at this moment there is not a meter known which entirely 
meets all of them in one machine. 

Then, apart from these scientific questions before the electrical 
engineer, there are the questions of accuracy and durability of the 
vital parts in long-continued action. By this durability is not meant 
the mere mechanical wear and tear, but the permanently constant 
adjustment and action of the parts. For instance, some meters 
employ steel magnets — these may alter in time ; and others employ 
commutators — these also may alter in time, their resistance changing. 

As a rule, accuracy is not difficult to attain over a reasonable 
range ; but at present there is an unreasonable demand for meters 
accurate down to o. i ampere on 200 to 250 volt circuits. And it 
may be supplied, but it cannot conduce to economy ; for a meter 
moving under such small forces cannot be made accurate over any 
long range, and is pretty certain not to remain for long accurate on 
the higher loads, on which it is sure to register against the con- 
sumer, A meter registering on very small loads is, therefore, desir- 
able for the suppliers, but is not likely to favour the man supplied. 
We now refer to two recent meters on electrolytic principles, in which 
some improvements overcame the original difficulties to a large 
extent ; the first one obviates the weighing difficulty by using a 
fluid metal Instead of a solid, and observing the volume of metal 
deposited instead of the weight. We have already alluded to an 
early attempt by M'Kenna in this direction. Theoretically the 
transfer of metal from an anode to a cathode of the same metal 
should not be opposed by any counter electric pressure ; but in 
practice there Is always some difference between the anode and the 
cathode. In the early zinc cells of Edison the counter-pressure was 
found to be as much as 0.0085 volts — quite an appreciable amount 
when the pressure at the terminals of the cell acting direct was only 
0.01 volt ; in fact, it amounted at low loads to 8.5 per cent. This 
counter- pressure is credited to the difference between the solutions 
in contact with the anode and cathode ; but there Is also the differ- 
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ence in resistance at the junction of the electrodes and the solution 
to contend with. 

In the mercury electrolytic meter, by Mr. A. Wright, the back 
pressure is reduced to o.oooi volt, using pure mercury and a solution 
of pure mcrcurous nitrate ; and further, by placing the anode above 




Reason Manufacturing Cumpany's Electrolyl 



the cathode, so that the dense solutions formed at the anode sink to 
take the place of the less dense solutions formed at the cathode ; 
I and still further, by maintaining a constant level of the anode 
i surfaces. 

Temperature errors are compensated for by using copper resist- 
ances. The rise in the copper resistance due to heat compensates 
for the fall in resistance in the cell due to same cause. 

The level of the anode is maintained on the old bird-fountain" 
l.system. There are two scales, as shown in Figs. 224 and 225. 
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Schattner Meter 

The upper reads units and tens, the lower une hundreds. When the 
upper column rises to the top the syphon starts and empties it into 




the lower, thus giving a range of readings calculated to cover a year's. 
working on the capacity of the bird fountain. By tilting up the I 
whole meter the mercury can be run back again. The results of I 
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working are held to be entirely satisfactory. It is certainly well 
designed, and an electrolytic meter in which the vital details have 
been faced with scientific skill. 

The next meter, the Long-Schattner, uses copper and copper sul- 
phate like Edison's first meters. The principal novelty is the method 
of weighing out the units, which for simplicity is commendable. 

The construction of the Long-Schattner prepayment meter will 
be best appreciated from the accompanying diagram of the instrument 
and connections (Fig. 227). and the complete view (Fig. 226). 

In the diagram, A is a lever pivoted at X. Ac one end of the 
lever is suspended a copper plate B, which is immersed in a solution 
of copper sulphate contained in the box D, which is also of copper, 




and forms the negative plate or cathode. C is a weight to balance 
the other side of the lever. K and E are cups to hold respectively 
the coins that come in through the slot and the standard weights 
with which the collector replaces the coins when he collects them, 
thus leaving the balance, or rather want of balance, unchanged, Fi 
and F2 are mercury cups ; Fi, the large one, is filled with mercury ; 
F2, the small one, is half filled with mercury and then filled up with 
creosote oil. Hi and H2 are contact pieces forming a bridge across 
the mercury cups, which bridge is fixed on the lever. Ri is a main 
resistance, across which the depositing cell B D goes as a shunt, and 
R2 is a large resistance going from one mercury cup to the other. 
Fig. 228 is necessary to explain the device mentioned in the 
■ above two figures as R2. 

It will be seen that a single resistance across the mercury cups 
would not answer entirely satisfactorily, as with only one or two 
lamps the dimness produced would not be sufificient, or again, if it 
were made sufficient, the lamps would be practically extinguished if 
the full or nearly full complement of lamps happened to be on when 
the meter ran out its money. 
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Another point that has been suggested is, that with such ; 
Eirangement a customer with sufficient knowledge and want of 



o 




na 



mh 



k 



principle might insert lamps of a low voltage, and thus continue 

using the current without inserting any coins. Of course, practically, 
that would not be possible, as the in- 
spector, when lie came round, would 
at once notice that the meter had been 
put "out of balance" ; but the arrange- 
ment in Fig. 229 obviates both these 
difficulties, 

A is a medium resistance, and T 
a high resistance ; in series with these 
is the relay C. These three go in 
series across the mercury cups Fi and 
F2, and S is a spring acting against 
the armature of the relay. When the 
armature of the relay pulls up, the 
high resistance T is cut out. 

The action is as follows : When 
the circuit is "broken" by the lever 
with only two or three lamps on, the 
high resistance is kept in series, thus 
causing proper dimness of the lamps, 
whilst with many lamps on when the 
" break " occurs the relay pulls up, 

cutting the high resistance T out of circuit. Thus always a 

proper dimness is obtained. 
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^V From the ;ibove the complete action may be gathered. To 
start with, the lever is up ; a coin is inserted, bringing the lever down 
and establishing connection between the mercury cups, and it 
remains in this position until the anode B is lightened sufficiently 
to allow C to overbalance it, thus cutting off the current from the 




main circuit and allowing only a current to light the lamps dimly 
until another coin is put in. 

On the principles of the induction motor several successful , 
meters are in the market. 

The Westinghouse Company make an excellent alternating ' 
current meter for non-inductive circuits (Fig. 230), invented by 
Mr. Schallenberger. It consists essentially of a small induction 
alternating current motor working against a fan brake, hence dis- 
upenses with the troublesome commutator. 

I Description. — This meter is a direct reading instrument, record- 
ing the amount of current which has passed through it on the 
dial illustrated herein. The unit of measurement is the "ampere- 
hour." 
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The meter is designed to be connected directly in series with 
the lamps, and the entire current to be measured passes through a 
few turns of heavy wire, called the primary 
coil. Inside of this, and at an angle to 
it, is placed a closed copper coll, known 
as the secondary. Inside the secondary 
coil is a thin metallic disc mounted upon 
an upright spindle, which Is connected at 
Its upper end with a train of recording 
^ gears, and equipped near its lower ex- 

1^^^ fll tremity with a set of four aluminium fan 

» ■ HB blades (I'ig. 231). 

H^H m\ Jfl ^^^1 When an alternating current passes 
^DFVn HB^IBH through the primary col], an alternating- 
^H| mir |r ^^HP fi^'*^ of force is developed in the direction 
^^i H ^IhI ^^ ^^^ ^'''^ ^^ ^^^ primary coil. At the 

H ^^m same time an alternating current Is in- 

^ duced in the secondary closed copper coil, 

Fir„ 131 and this induced current develops another 

r«i-Brake of Wesiiflfihouse Mei« field of force in the direction of the axis 
of the secondary coll. that Is to say, at an 
angle to the first. These two alternating fields of force combine 
to produce a resultant field ; but as the alternations of the two are 
not coincident In time, the direction of the maximum effect of the 
resultant field is constantly shifting or moving In a circle, and what 
is termed a rotary field Is produced. The metallic disc and its 
spindle tend to revolve in unison with the revolving field, but are 1 
retarded a certain amount by the fan blades, and as a result the 
speed of rotation is in exact proportion to the current passing- 
through the instrument. 

/i/oiv io read t/ie Meter. — All sizes of these meters are provided 
with four dials. On the 5 and 10 ampere instruments the dials are 
marked respectively I's, lo's, too's, and looo's, while on all the 
larger sizes the dials are marked lo's, loo's, looo's. and 10,000's. A ,; 
complete revolution of any one index causes the index on the circle 
next higher in value to make one-tenth of a revolution ; for example, 
one revolution of the " lo's" dial denotes the passage of looampere- 
hours. and this will be Indicated by the Index of the " loo's" dial 
pointing to the figure i. 

When reading the Instrument It is best to begin with the dial 
lowest III value. Failure to comply with this may lead to error, as 
it is clearly shown in dial No. 42690. which might be read 01890, 
while the correct reading is 00890, or 1000 less. A careful Inspec- 
tion would show that in order to read 1890, the index on the 
"lOOo's" dial would be nearer 2 than i. This point is somewhat 
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Meter Dial Readings 

rexaggerated in dials Nos. 43S90 and 43896. In the former case 
the possible reading is 22810, while the true reading Is 21S10, the 
reason being that the index of the " looo's " dial has been purposely 
slightly bent forward. A closer examination would show that, as 
the figure on the 
" loo's" dial is clearly 
8, the index on the 
" looo's " dial should 
be about completing 
a division, and, as it 
is nearer 2 than 3, it 
is evident that it must 
have been bent, and 
that I is the proper 
figure to read on the 
" looo's " dial. On 
dial 42896 the index 
has been bent back- 
ward, and a pos- 
sible reading would 
be 3')i2o, while the 
correct reading is 
17120. 

To tell the Exact 
Current flowmg at 
any Tune. — Note the 
number of revolutions 
made by the small 
1" tell-tale " index on 
[the top of the move- 
ment in a number 
of seconds equal to 
the constant of the 
meter. The number 
of revolutions noted 
will correspond to the 
number of amperes 
passing through the meter. For example, the 20 ampere meter 
constant is 63.3 ; if the index makes ten revolutions in 63.3 
seconds, 10 amperes are passing through the meter. In order to 
avoid errors in reading, it is customary to take the number of 
revolutions in a longer time, say 120 seconds; then, as a formula, 
have : — 
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Ferraris-Siemens Meter 

If, therefore, the index of a 20 ampere meter makes ig revolu- 
tions in 120 seconds, the current passing is 

-5 3J= 10 amperes. 

Another meter on the same principles is made by Messrs. 
Siemens Brothers, with a magnetic brake, and is here illustrated. 
, It is a motor generator practically, 

an alternating motor driving a 
short-circuited continuous current 
generator. It is shown in Fig. 
232. 

It consists of a simple motor 
on the Ferraris principle, combined 
with an eddy current brake, driving 
. a counting train direct. 

The moving part consists of a 
light pivoted aluminium drum d, 
surrounding a fixed iron core c, 
acted on by a rotating magnetic 
field produced by four poles £ e f f. 
surrounding the drum. Two oppo- 
site poles of these, _/yi are energised 
by the currents to be measured^ 
and the other two, e e, by a 
current derived from the volt cur- 
rent, which has a phase displace- 
ment of 90 per cent, from the main 
current, produced by a combina — i 
tion of inductances and resistances. 
In the current circuit (except for quite low ranges) a transformer" 
is used in the same way as with the ammeters, only small leads are- 
required from these to the instrument, as in the case of the shunts- 
for direct current instruments. In the volt circuit a choking coil is> 
used for the higher voltages. 

These meters are unaffected by shock and vibration, and can ' 
be fixed to any wall. 

Special means are taken to eliminate friction, so that the meter 
starts off at 0.25 per cent, of its full current, also will not continue 
to run without current even if the voltage is 20 per cent, above 
normal. Currents as low as 2 per cent, of the full load are registered 
with an accuracy within 3 per cent. The smallest variation of 
voltage is instantly recorded, and an over-load of icx) per cent, will 
not spoil the meter. They are calibrated to read direct in kilowatt- 
hours without a constant. 
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Alternating Motor-Generator Meter 

Messrs. Chamberlain & Hookham's alternating current motor 
generator meter is also on this same induction principle. It is here 
illustrated in Figs. 233 and 234, 

This meter {Fig. 234) consists of an aluminium disc A rotating' 
upon a vertical spindle B. which runs in a jewelled bearing C. The 
disc A is driven by magnet D, wound upon which is a fine wire coil 




^, which is connected as a shunt across the mains, and gives a field 
Varying with the E.M.F. Between the lower poles of the magnet 
D and the disc A are two riat spiral coils F F, which carry the 
current which it is desired to measure. The field produced by the 
coils F F and that produced by the coil E are out of phase, so 
producing a continuous rotation of the disc. The upper poles G G 
of the magnet U are adjustable, and cither may be raised or lowered 
for the sake of correcting slight irregularities in the curve of the 
A copper strip H (adjustable in relation to the poles G G) 
i fixed upon one of them to counteract any tendency to drive which 
night otherwise be produced by current in coil E alone. 
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The coils above described are connected to the circuit by three 
terminals marked S, M, and L. One end of coll E is connected 
through S to one of the main circuit wires, and its other end to 
terminal M. The other main wire is connected to terminal M, and 




Fig. 334. — Chamberlain & Hookham AlteroalinE Cunent Motor Meter 

the wire carrying the current to the lamps is connected to terminal 
L. A fuse I is interposed in circuit of coil E. 

The brake force of the meter is provided by a permanent 
magnet J, fixed in a cast-iron foot K, having an adjustable pole N. 
The position of the poles of this magnet can be adjusted so as to 
regulate the speed of the meter. 

Upon the upper pole of the permanent magnet is fixed an iron 
arm O, carrying an iron plate P. The position of this plate P can 
be so adjusted as to greatly increase the correct range of the in- 
strument without the use of any "starting force," 
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Clock Meters 

All parts of the meter are mounted upon a slate base, which is 
fixed inside the cast-iron box, and is itself further insulated from the 
box by means of ebonite bushes and supports. 

Clock meters are of two kinds. First, those in which two clocks 
are used, in which the pendulums are acted upon by the current, one 
accelerated and the other slowed in proportion to the current and 
the difference registered by ^^ « 
a differential gear and train. 4 
Dr. Aron's meter, by the "~~ 
General Electric Company, has 
long been known working on 
this principle ; the illustration 
shows it in its latest form 
(Fig- =35)- 

This meter is constructed on 
a well-known and thoroughly 
tried principle, viz, the influ- 
ence of a current upon the 
swinging pendulum. In this 
meter both the pendulums are 
subject to the intluence of the 
passing current, and the differ- 
ence between the two is regis- 
tered on the dial. It starts 
itself as soon as the necessary 

E.M.F. has been applied to the p,^.. 3;;._a„„ ciock Me.« 

terminals. It has a synchronis- 
ing gear, and measures correctly even when the two pendulums 
are not regulated and not In absolute synchronism. This method 
assures the greatest possible sensitiveness to any change in tiie 
consumption of the current and accuracy of registration. 

The Aron meter consists essentially of two pendulum clocks 
which are synchronised so as to keep the same time while no electri- 
city Is recorded. 

In the old type meter the pendulums were long, and the bob of 
one was replaced by a solenoid of fine wire swinging symmetrically 
above a stationary coil of thick wire. 

By means of such an apparatus the electric energy given to a 
circuit can be recorded by connecting the pendulum solenoid as a 
shunt with the circuit, and at the same time passing the main 
current through the stationary coll. 

The mutual action of the two currents is to exert a force which 

will act on the pendulum cither in the same direction or in the 

Opposite direction of gravity. In the first case the clock which is 

Tected by the current will gain, and in the second case it will lose; 
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Theory of Aron's Meter 

but in both cases tlie force will be proportional to the watts absorbed 
by the circuit. 

Let T, be the time in seconds of one beat of the pendulum of 
either clock when no current is passing, then 



where K is a constant which depends on the shape of the pendulum 
and^ is the acceleration of gravity. Let X be the acceleration due 
to the inter-action of the two currents, then the time of a beat of 
the pendulum which is affected by the currents will be 



+ \ when the pendulum is accelerated, and — \ when it is retarded. 

Let the number of beats per second of the two pendulums be 

«i and «j respectively, tlien 



M 



i[jjri.-.Ji]. 



Or when is sufficiently small we shall have 



I 



but as \ is proportional to the watts, W, absorbed by the circuit, we 
have 

when the pendulum is accelerated, or 

w,-«j = « IV-* 
when the pendulum is retarded, « being a constant. 

In both cases the number of joules absorbed by the circuit 
during any interval of time will be proportional to the number of 
beats gained or lost during that time by the pendulum which is 
affected by the current. 

T/ie Neiv Type Aran Meter. — The new instrument is essentially 
of the same principle as the old type meter just described, that is 
to say, the inHuence of the current on the swinging pendulum is 
recorded. The old type meter had the disadvantage that too much 
clockwork was used and depended on for accuracy : the clocks had 
to be wound up once a month ; they had to be regulated ; the pendu- 
lums had to be put in motion to start the clocks. All these disad- 
vantages are now entirely avoided, and the meters are portable. 
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The principal difference between the new type meter and the 
old type is, that it is wound up electrically ; it has very short pendu- 
lums, and therefore is portable without tlie necessity of clamping 
the pendulums. It will start of itself when the necessary diffe- 
rence of potential is applied between the terminals. The bobs 
of both pendulums are replaced by solenoids, and they are therefore 
both subject to the influence of the current, the one being accele- 
rated and the other retarded. The sensitiveness of the meter is 
thus increased, and the effect of external magnetism is neutralised. 
The pendulums are about 5 inches long, and each makes about 
12.000 beats per hour on no load. They are so sensitive under the 
influence of the current that they together show a difference at full 
load of about 3000 beats per hour. 

With so large a difference of the period of the pendulums the 
quadratic term f-j could not be neglected, and the constant of the 
meter would, therefore, not be the same throughout the range. The 
difference of amplitude of the two short pendulums will also intro- 
duce a considerable error. These errors are, however, eliminated 
by reversing the direction of the current in the pendulums every ten 
minutes, and at the same time also reversing the motion work In 
such a manner that the instrument continues to register in the same 
direction. By this contrivance the pendulum, which formerly was 
accelerated, will be retarded, and vice versa. 

During the first half part of a cycle of the reversing gear the 
number of beats gained by the accelerated pendulum will be 

k[ s'^+ ^1 - •Jsl pec second, 
and the retarded pendulum will lose 

l;\_Jg- ^^-Xj]-* beats per second, 

Fherefore the meter will register 

During the second part of the cycle the accelerated pendulum will 
gain 

g^[ VJ+^j- ■JsY* beats per second, 
bd the retarded pendulum will lose 

v[ •Js~ "/f ~ ^1]"* beats per second. 
hence during this period the meter will register 
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Therefore, during a cycle of the reversing ge; 
register on an average 



the meter will 






beats per second. 



But as both \ and \ are proportional to the watts absorbed by the 
circuit, the registration of the meter will be proportional to the 
joules absorbed during any multiple of the time required to complete 
one cycle of tlie reversing gear. 

7/ie Clockxvork. — The driving power of the winding gear is 
transmitted to the two 
clocks through arbor 
K, Figs. 336 and 
237, on which is fixed 
a shaft, carrying the 
loosely mounted planet 
wheel, b"^. 

Two crown wheels, 
/^ /', loosely mounted 
on K are in gear with 
b"^, from which they 
receive motion. Each 
crown wheel is geared 
with a clock train, 
having an escapement 




Fig. 236 



and a pendulum. Thus_/^ is geared with escapement i^, and _/* 
with i"^. 

One other end of the two clock trains are geared with 
differential gear, mounted on arbor q, and which is similar to the 
one on arbor K. The two crown wheels v^ and v^ turn in opposite 
directions, and thereby turn planet wheel g'^. 

When the two pendulums beat normal time, then v^ and i^ will 
rotate at the same rate, and arbor g will not be turned. But if, for 
instance, pendulum /^ is accelerated and gains N^ beats per second, 
and/^ is retarded and loses N^ beats per second, then the speed of 
ff' will be increased, and that of f^ will be diminished amounts, 
whicli are proportional to N'and N- respectively; hence the arbor j 
will be turned with an angular velocity which is proportional to 
N' + N^ As arbor q is geared with the motion work M, the regis- 
tration on the dial D will be proportional to Nx + N^. 

The Reversing Apparatus. — The next part of the meter to be 
described has for its object the elimination of the errors due to 
mechanical and electro-magnetic deviations of the pendulums. This 
is effected, as already mentioned, by reversing the pendulum current 
every ten minutes, and at the same time reversing the connection 
204 



Clock Meters 

between the clocks and the motion work. The apparatus is shown 
in Figs. 236, 237, 238, and 239. 

Between arbors k and z (Fig. 238) is a third one, not shown. 




which carries a wheel and a pinion. The former is in gear with 
wheel a, and the latter with wheel d, which is loosely mounted on 
arbor z. Wheel k^ is fixed on z and gears into wheel, which, 
together with the commutator, are fixed on arbor x^. 
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The wheel d carries a crank wA to which is attached the one end 
of the watch-spring r; the barrel e of this spring is fixed on z. 

The wheel d is revolved through the motion of arbor k, and 
causes the crank w;' to wind up spring r, which is released three 
times during each revolution of fl', the time between two consecutive 
releases being ten minutes. Every time the spring is released the 
arbor z is turned through one-third of a revolution, and arbor ^, 
with the commutator, is turned through one-half of a revolution. 

There are four brushes, i, 2, 3, and 4, in contact with the 
commutator, of which 2 and 3 are connected with the pendulum 
wires, and i and 4 to the shunt terminals of tlie meter. 

In the position of the commutator shown in Fig. 238, the current 
goes from 4 to 3 ; then 
through the pendulum 
solenoids, back to 2 ; 
then to I, and thence 
to the shunt lerminaL 
! n the second position 
of the commutator the 
shunt will go from 4 
to 2 ; then through the 
pendulum solenoids to 
3, and thence to i. 
The direction of the 
current through the 
pendulum circuit in the 
two positions of the commutator are, therefore, opposite. 

The release of the spring r is effected in the following way : On 
the circumference of crank w/' are fixed three equidistant pins w, 
each of which will, when it is in the right position, lift lever l^. 
Lever /j, which locks arbor z, and which is attached to the same arbor 
as /j, will therefore also be lifted. Arbor z will thus be unlocked 
and spring r will be released. 

The mechanism for reversing the connection between the clocks 
and the motion work is shown in Figs. 238 and 239. FF, is a lever 
with fulcrum at z^. Spindles g and^ are fixed on the ends of this 
lever. 

These spindles carry the two loosely mounted wheels E and 
E,. On the bent end F of the lever are fixed two thin flat springs 
r and r^, between which the pin of the crank w^ slides. In tiie 
position of the crank vi^. shown in Fig. 239, the crank-pin will be 
pressed against spring r^, and the wheel E will gear into wheel Sj. 

At the next release of the watch-spring r, the arbor or will turn 
through half of a revolution and, therefore, the position of the crank- 
pin will be diametrically opposite to that shown in Fig. 239. During 
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this motion the crank-pin will press against spring r^, and 
will throw lever F F^ over so as to cause wheel E to gear 

into wheel S. and at 
the same time the 
two wheels E' and 
S' will be brought 
out of gear. The 
angular motion of 
lever F F^ is con- 
trolled by two stop- 
pins, / and ;'. 

The small wheel 
(i* is loosely mounted 
on arbor s'. about 
which lever F F' 
turns. The wheel 
^* is always in gear 
with wheels E E' 
and d\ 

The wheel n"' is 

fixed on arbor ^( Fig. 

237)1 of the second 

!nto a pinion on the arbor of wheel S,. 

The wheel iii' is the 6rst wheel of the motion work, and it will 

now be seen that it will 

continue to turn in the 

same direction even if the 

direction in which wheel d' 

turns be changed, provided 

that lever F F^ is thrown 

over at the same moment. 

This is, of course, effucted 

by the commutator and the 

crank m^ being fixed on the 

same arbor, xr. 

The Winding Gear. — 

The apparatus which winds 

up the clocks consists of 

a single horse-shoe field- 
magnet (stator), with one 

exciting coil, C, fixed on 

theyoke(Fig. 240). In the 

gap between the pole-pieces 

of the stator is an oscillating armature (rotor), consisting of i 

shaped unwound iron core (Fig. 241), which is only allowed to 
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turn through an angle of about 75 degrees, and which is mounted 
loosely on a spindle. 

When the stator is excited it attracts the rotor, and in order to 
prevent attraction in the opposite direction the trailing horn of the 
right-hand pole-piece of the stator is cut off. The spindle about 
which the rotor turns is directly connected with the arbor which 
drives the two clocks. 

The exciting current is only kept on for a fraction of a second — 
just long enough to cause the rotor to turn through an angle of 
75 degrees. The object of 
this operation is to put ten- 
sion on the power-spring. 

During the fraction of a 
second, while the rotor winds 
up the spring, the clocks are 
driven by the spiral spring, 
which also makes a flexible 
connection between spindle 
and arbor. 

The electric circuit is 
closed and opened by a cir- 
cuit-breaker, which consists 
of a forked switch with two 
prongs. The former is a 
nickel plate and the latter is made of stabilite, with a small nickel 
plate attached to it for the silver contact-pin to rub on when the 
circuit is open. The middle part of the switch is made of brass, 
and is fixed on the spindle about which the switch turns. The 
contact-pin is attached to the rotor, and during the winding up it 
will press against the prong and thus turn the switch, the pressure 
being supplied by spiral spring. 

The stator and rotor of alternating-current winding-gears are 
built up of thin soft-iron laminae, which are insulated from each 
other. In continuous-current winding-gears the lamince are about 
twice as thick as those used for alternating currents. 

Double Dial Battery Meter. — For the purpose of recording the 
energy put into and taken out of a battery of accumulators, two- 
meters might be used — the one to be inserted in the charging 
circuit and the other one to be connected up on the circuit from the 
accumulators. But in order to avoid the expense and the trouble of 
the two meters, one Aron meter with a specially designed clock- 
work will suffice. 

It is evident that such a meter must have two dials — one for 
registering the energy put into the cells and the other to record the 
energy taken out of the cells. 




i Clock Meters 

P With the exception of the clockwork just described, the double 
dial battery meter is in every respect identical with the standard 
type of Aron meter. 

The Aron-Miller Battery Meter.— T\\\% type of Aron meter has 
one large dial, 4 inches in diameter, and one pointer of corresponding 
length (Fig. 242). The division 
on the dial may either indicate 
B.O.T. units or ampere-hours 
at a given constant difference of 
potential between the terminals 
of the pendulum circuit. 

The pointer moves clock- 
wise during the time the batttry 
is being discharged, and anti- 
clockwise while the battery is 
being recharged. 

The two pendulum sole- 
noids, together with two resist- 
ances, Rj and R3( Fig. 243), form 
the pendulum or shunt circuit. 

The meter is fitted with a 
relay, R, which is actuated by 
the main current and whicli 
short-circuits the resistance Rj 
during the discharge of tht; 
battery, and the pointer will 
then indicate on the dial the 
exact number of B.O.T. units 
or ampere-hours which have 
been given off by the battery. 

When the battery is being f,c. 242.-Ar,.n.M,iiof B.ut.-y M.u-r 

charged the resistance R, forms 

part of the resistance of the pendulum-circuit, and, therefore, the 
current in this circuit is less than when the battery is discharging ; 
consequently, a greater amount of electric energy or electric quantity, 
as the case may be, is required to make the pointer return through 
the same number of divisions. The meter is, therefore, "slow on 
charge." 

It it is required to give the battery n per cent excess of charge 
over that of discharge, then R, must be « per cent, of the resistance 
of the remainder of the pendulum circuit. 

The relay consists of a permanent magnetic needle, which can 
turn about a horizontal axis. 

The natural position is parallel to the direction in which the 
current flows through the ampere coils of the meter. 

209 o 




Batter)^ Meter 



When the current flows towards the battery (charge) the magnet 

wiil try to place 
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itself at right-angles 
to the direction of 
the current, and in 
doing so it short- 
circuits the resist- 
ance Rj. When 
the current is flow- 
ing in the opposite 
direction (discharge) 
the magnet is pre- 
vented from turning' 
by a stop-pin. 

With the excep- 
tion of the relai 
and the large dial 
the construction o 
this type of th( 
Aron meter is idert 
tically the same as that of the standard type, the pointer being fixe4 
on the arbor of the usual fourth dial. 

The other type of clock meter is that known as the feeler type; 
in which a pendulum or balance vibrates at a constant rate, and 
periodically moves the first wheel of a recording train through i 
portion of a revolution proportional to the current at any moment. 

They are characterised by considerable complications, but are, as- 
a rule, accurate and reliable. 

The pendulum is preferably electrical driven, and the measuring 
device may be a watt-meter or an ammeter. 

We may notice the meters of Lord Kelvin, Siemens Brothers, 
and Messrs. Johnson &. Phillips in this class. 

Siemens Brothers' meter on the clock principle is very simple f 
it has a balance-wheel operated by a magnet and a moving coil- 
ammeter. The foregoing meters, Aron, Kelvin, and Johnson and 
Phillips, can be used for both alternating and continuous currents ; this' 
one is designed for continuous current only. It is shown in Fig. 244. 
The instrument consists of a moving coil instrument reading"^ 
amperes or watts direct, in conjunction with a registering mechanism' 
driven by electricity, which actuates a counting train at intervals of 
about 3J sees, and propels it an amount corresponding to the defleo 
tion of the ammeter or watt-meter. 

In the case of the ampere-hour meter, the ammeter part of the 

instrument is of the usual moving coil permanent magnet type. In 

the watt-meters, however, the field is produced by an electro-magnet, 

the coils of which are included in the volt circuit In this case there 
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, a contact worked by the clock mechanism which momentarily 
^bort circuits the coils of the electro-magnet just before the counting 
rain is actuated, in order that the reading registered shall be that 
icorresponding to a point on the rising part of the magnetisation 
■curve of the iron, so that errors due to hysteresis, which would 
lotherwise occur through readings being taken sometimes on a rising 
land sometimes on a falling voltage, are obviated. 

A separate scale and pointer are provided for the ammeter or 
J-watt-melcr, so that amperes or watts can be read off at any time, 
■ saving the use of a separate instrument 




Fig. 244. — Siemens Brothers' Feeler Melet 

The clock mechanism consists of a heavy balance-wheel R, 
Idelicately poised on the ball bearings, which receives occasional 
limpulses from an electro-magnet M connected with the volt circuit, 
land will maintain a constant speed spite of large variations of 
■■voltage as much as 15 per cent, in either direction. 

The counting train is worked by a disc Z, with a serrated 
•f over which is a small spring continually moving backwards 
jTonvards, driven by the balance-wheel; while moving in one 
::tton this spring just does not touch the disc, but at some point 
its return journey meets a projection on the pointer of the 
Jammeter (or watt-meter), which causes it to engage with the disc 
Rand propel it through an angle corresponding to the dellection of 
F'the pointer ; at the same time the pointer is carried back to zero, 
where the disc is freed again. Tiiese operations are carried out at 
■every swing of the balance, so that readings are taken every 3 J sees. 
land added up by the counting mechanism. We can see at a glance 
Ithat the clock is working properly by the motion of tlie pointer, 
Kwtiich moves to and fro between the zero and the reading corre- 



Lord Kelvin's Meter 

spending to the amperes or watts flowing in the circuit These 
meters can bt; altixed to any wall, and do not require to be levelled 
up, nor will they be affected by vibration. 

For use on tramcars or railways, they are strongly recommended. 
For this purpose a special form of hanging is supplied %vith two 
pairs of springs, with or without a wooden case to also contain ths 
shunt when necessary. For tramway and other work where the 
current is often broken, it is necessary to connect the volt circuit of 
the meter, so that it is not broken with the current, in order to 
avoid frequent stopping of the clock. 

Lord Kelvin's mt^ter is shown in Fig. 2^5, open. This meter 
was introduced in 1 Sg 2, to meet the 
demand for an accurate meter for the 
measurement of electricity supply. This 
form consisted of a self-winding clock 
arranged in combination with an electro- 
m;ig[ietic system to record at periodic 
intervals the vertical displacements of a 
sm<ill rod, these displacements being 
ex.ictly proportional to the current pass- 
in l: through the main solenoid to the 

l:.„,ps. 

Since the introduction of this meter 
many improvements have been intro- 
duced, principally in the driving mechan- 
ism, with the result that it has been 
greatly simplified, and a thoroughly reli- 
able meter produced. This meter is 
shown in Fig. 245. The electrical part 
consists of a main solenoid, which carries 
the current to be measured. Into this 
is entered a long, thin plunger of very 
soft iron suspended from a specially pre- 
pared spiral spring. The upper end of 
this spring is supported on one end of the 
beam of a small balance, which is adjusted 
in connection with the spring to allow the 
plunger to be pulled down by an amount almost exactly proportional 
to the current passing in the main solenoid. The plunger is guided 
at the top and bottom, so that it passes between two tlat rollers. 
One of these is geared to the recording dials and the other is on 
the end of a lever. At periodic intervals of about one minute this 
lever is moved by a revolving cam, causing the plunger to be pressed 
against the two rollers. Immediately following this motion, a lifter 
acted on by a crank begins to rise, lifting the plunger to its zero 
position and making a record on the counter in proportion to cha 
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current passing in the coil. The zero position of the plunger is 
adjusted so that the lifting bar touches a fixed stop and the disc on 
the plunger at the same time. The driving mechajiism is exceed- 
ingly simple, and entirely automatic jn its action. It consists of a 
drum and scape-wheel on the same spindle, caused to revolve by 
meiins of a small cylindrical iron weight. This weight is connected 
to an arm carrying an eccentric quadrant of steel, which grips against 
the drum when the weight is going down. When the weight has 
fallen to nearly the bottom of its range, it presses down a contact, 
sending a current through a solenoid into which the upper end of 
the weight is entered, causing the weight to be raised and breaking 
the contiict again. The speed of rotation is regulated by means of 
a pendulum, and is quite uniform and independent of the current 
passing in the main coil. 

Messrs, Johnson & Phillips' meter {Figs. 247 and 248) is also 
on the clock principle of the feeler type, with an electrically-driven 
pendulum. 

This meter is constructed on the integrating principle, the 
integrations being made at intervals of thirty seconds. 

It may be divided into three chief parts; — 

1. A time-keeping mechanism in the form of an electrically- 
operated pendulum. 

2. A current or energy measurer in the form of an ammeter. 

3. Integrating mechanism, including the counter showing units. 
Ttie mechanism of this part consists of a pendulum rod of 

aluminium suspended on a pivoted spindle, and having a lead bob 
at its lower end. This pendulum normally beats half seconds, 
and the lead bob can be raised or lowered for the purpose of 
regulation. 

The armature of an electro-magnet operates the pendulum by 
means of a pin working against a roller, giving it an impulse when- 
ever current passes through the electro-magnet. By means of an 
intermittent contact action the pendulum only receives an impulse 
when the amplitude of its swing has fallen below a certain limit. 
About half-way down the pendulum rod a steel toggle is pivoted to 
hang quite freely. As the pendulum oscillates, this toggle sweeps 
over a block on the upper one of two contact springs. The block has 
a groove cut across it with which the point of toggle engages when 
the swing of the pendulum is not sufficient to carry the toggle clear 
of the block. As the pendulum swings back the toggle point slides 
along the face of the block, catches in the groove, and thus presses 
down the upper spring into contact with the lower one. A current 
then passes through the electro-magnet, causing the armature to 
give the pendulum an impulse. This impulse is sufficient to increase 
the amplitude of the pendulum movement so that it swings several 
times to and fro before the arc of oscillation is reduced sufficiently 
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for the toggle to again slide back and engage in the groove i 
block. With this form of contact a variation of lo or 20 pa 
cent, in the driving current will not cause any material variation i 
the rate of the pendulum. When the circuit is broken things are s 




— J'-.tin5on i: rhillips' Meter (Front View) 



adjusted that the pendulum comes to rest with the toggle in the groove! 
on the block, and the contact closed. The pendulum will thus receive^ 
an impulse and start swinging directly the circuit is completed. 

The swinging of the pendulum operates a rocking lever 
means of a roller fixed to the pendulum rod. This lever in its tun 
actuates a ratchet wheel, moving It one tooth every complcl 
swing : as there are thirty teeth in this wheel, it follows that i 
together with its spindle, make one complete revolution in thirtw 
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Jaeconds. Attached to the other end of this ratchet-wheel spindle is 
I crank which operates the Integrating mechanism 

The current or energy measurer takes the form of an ammeter. 
I'tchich consists of a light aluminium hand fixed to a steel spindle. 




The spindle also carries an aluminium cross-bar or beam set at 
right angles to the hand, and two phosphor bronze coiled springs. 

The collets of these springs are firmly fixed to the spindle, and 

the spindle is mounted in jewelled screws. From one end of the 

cross-bar or beam an iron wire is suspended entering into a sole- 

L noid, through which the current to be measured fiows. This iron 

t wire IS drawn into the solenoid against the tension of the two springs, 

TAe Integraling Mechanism. — -This consists of a rocking lever 
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pivoted, and Ciirrying a p;iwl acting on a wheel (which may be con- 
sidered as the first wheel of the counting train). The lever is weighted 
so thiit it falls by gravity ; the other end of the lever is curved and is 
acted on by the pin in the crank, which, as it revolves under the action 
of the pendulum, rocks the lever up and down once every half minute. 

Fixed to the boss of the lever is a rod bent at right angles at its 
upper end, so as to rest against the hand of the ammeter. In order 
that the hand may not be displaced by the weight of the lever and its 
extension, a clamping device in the form of a frame is affixed to 
the framework of meter. The action of this clamp is brought about 
by the motion of the crank, and is so arranged that the ammeter 
hind is undamped and free to move under the influence of the 
current while the pin on the crank is moving on the curved part of 
the lever. At this time the rod extension is at the zero position. 
Should no current be passing in the main coil, the ammeter hand 
will also be at its zero position, and when clamped will prevent the 
rocking lever from following the movement of the pin in the crank. 
1 1 follows that as no movement of the lever takes place, there will be 
no motion of the wheel and attached counter. If current passes 
through the main coil then the hand will be deflected from the zero 
position when the clamping frame releases it, and will indicate the 
value of the current on the ammeter dial. After it has been again 
clamped, the lever will fall until the rod rests ag.iinst the hand, and 
will remain in this position until the pin on the crank, in the course 
of its revolution, returns it to the zero position. Thus the distance 
through which the lever is allowed to oscillate is determined by the 
position or distance from zero of the ammeter hand. Each time 
while this lever is being returned to the zero position the pawl 
actuates the wheel, and the dials indicate a corresponding amount. 
This action is repeated every half minute, and the sum total of the 
integrations is registered on the counter in Board of Trade units. 

The normal current required to operate the pendulum is about 
.iS of an ampere, and is, as before stated, intermittent in its action. 
The pendulum usually makes four or five complete oscillations 
without receiving an impulse. 

The resistance wire for the pendulum circuit is wound on frames 
sjiecially designed to give ample cooling surface. 

Means are provided for locking the pendulum during transit, and 
a circular spirit level in conjunction with the two front adjustable 
feet provide the necessary levelling arrangements. 

The next class of meter in the market are for continuous currents 
only, and are motor meters. The first, the Ferranti (Fig. 248), has a 
disc of mercury, which is contained in a magnet M, so that the magnetic 
flux passes vertically through the mercury disc. The consumer's 
current passes r.idially from the edge of the disc to the centre, with 
tlie eft'ect of rotating the mercury at a speed proportional to the' 
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Fig. 248.— Ferrami ^^eter 



current. The magnet is one with plenty of iron in its circuit, so that 

its field is strong without approaching saturation. 

The motion of the mercury is conveyed to the train of wheels 

by a spindle S carrying a fan F 

dipping under the mercury. This 

meter presented many difficulties 

to the inventor, but he finally 

overcame them after years of 

labour and much expense. 

In order to get rotation of 

the mercury, proportional to the 

amount of current passed, a satis- 
factory retardation had to be pro- 
vided for the mercury, otherwise 

it would run away and give an 
incorrect registration. 

To accomplish this the insula- 
tion covering the pole faces and 
forming the mercury bath is 
serrated with a number of radial 
grooves, which give the necessary 
retardation to obtain proportion- 
ality of rotation. 

Another point of very great importance was the construction of 
the fan which conveys the motion of the mercury to the recording 
train of wheels. The fan has a difiicuU operation to perform, as it 
has to record accurately the rotation of the mercury, at the same 
time to offer very little attraction to the side of the bath, due to 
the surface tension in mercury. It has, therefore, gone through 
a number of modifications, and has now got the form which 
seems to comply with all these requirements. It consists of an 
aluminium fan, or rather a fan which is made up of two blades of 
aluminium and two blades of platinum, or else of four blades of non- 
magnetic steel, so arranged that the weight which prevents the fin 
and spindle from floating up is partly in the mercury and partly in 
the air. By carefully deciding these weights, the fan and spindle 
cause no weight on the jewel when the meter Is at work ; this is very 
vital to get full starting and to avoid wear of the pivots and jewels. 

Another thing that was difficult to get In a satisfactory form was 
the mercury contact ring round about the bath. This used to be made 
of brass or copper, electro-plated with nickel in all earlier meters ; but 
nickel-plating is porous, and the mercury soaked through it and ate 
away the brass or copper at the back, thus forming an amalgam. 

The contact ring for the mercury, which was a great difficulty at 
first, has now been replaced by a steel ring, made sufficiently thin not 
to short circuit the lines of force which should pass through the bath, 
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^^ All meters require some retarding force proportional to the 

^H torque. In the Ferranti meter the friction of the mercury and 

^H counter E.M.F. regulate the speed. 

^M In the Chamberlain & Hookhara meter, besides this friction 

^H and counter E.M.F. , a magnetic brake is added. This is a great 
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means the retarda- 
tion can be finely 
adjusted ; and such 
adjustment is neces- 
sary in thismeter.for 
the field Is constant, 
being produced by a 
permanent magnet. 
In the Ferranti the 
field is electro-mag- 
netic, and may be 
adjusted to regulate 
the speeds. 

The Chamberlain 
& Hookham contin- 
uouscurrent meteris 
here illustrated{Fig. 
249)- Referring to 
the drawings, a sin- 
gle bent bar magnet 
A A of tungsten 
steel now replaces 
the dozen or so of 
straight magnets 
formerly contained 
in the brass tube. 
B B are plates of 
soft iron continuing 
the magnetic circuit 
towards the centre, 
where it is broken by the insertion of a brass piece, C. The lines of 
force p:iss downwards through the iron bridge-piece D D, being cut by 
the armature N twice, in opposite senses. They also pass upwards 
through the brake pole-pieces E E and the upper iron bridge-piece 
G. O is the brake-disc ; H the correcting coils for fluid friction 
error ; V the reduced saturated neck of one of the brake pole- 
pieces ; K K insulated strips of copper, conducting the current from 
the terminals I I to the mercury cup L L, in which the armature is 
immersed and partially floated. The mercury is carefully insulated 
from the containing vessel except the ends of the copper strips K K. 
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The armature is slit radially for about one-third of its diameter all 
round, leaving a continuous area of copper in the centre. 

The action of the meter is as follows : Owing to the great 
length of the magnet A A, an intense fiuld Is produced at B D, B D. 
The current flows across the diameter of the disc, being almost 
entirely confined (by the radial slits in the armature) to the area 
beneath the pole-pieces, which embrace each about one-third of the 
periphery of the disc. The armature thus cuts the field twice, 
instead of once, as in the 1S92 pattern. Add to this the much greater 
intensity of the field, and also that the arrangement allows of the 
pole-pieces being placed further from the centre, and it will easily 
be understood that the torque is multiplied from five to seven times. 

The power of the brake at E E, E E, is increased In the same 
proportion, so that the speed of the meter is not increased, The 
effect of the choking of the brake at F is in this meter very marked ; 
it will be observed that the armature and brake field are magnetically 
in parallel, and consequently the armature field is a by-pass to that 
of the brake. Now, if there were no choking of the brake, the speed 
of the meter would increase with any falling off in the induction in 
the steel magnet. But it is obvious that, with the present arrange- 
ment, it would be possible, if the saturation of the necks were carried 
beyond a certain point, to produce the opposite effect. The brake 
remaining nearly consuint, and the driving force of the motor falling 
off, the speed would decrease with a decrease of field. It is equally 
obvious that, between these extreme effects, an intermediate state is 
possible in which the speed of the motor is, through a considerable 
range of intensity, independent of the strength of the field. This 
point has been ascertained by experiment, and realised In practice, 
and in the present pattern it is possible to apply to the steel bar a 
demagnetising force of from 200 to 300 ampere-turns, without 
affecting the rate of the meter for practical purposes. 

Mr. Hookham's meters can be arranged so as to record with 
the same accuracy and rotate at the same speed when running 
either backwards or forwards ; or they can be arranged to run at a 
different speed when rotating in one direction than in the other. 

This is accomplished without any mechanical movement in the 
meter, and is of great use in the charging of secondary batteries, the 
difference In rate of registration when running backwards or for- 
wards being arranged so that, if the charging current runs the 
counter back to zero each time, a sufficient excess of charge over 
discharge has been put into the cells. In these motor meters the 
main current is passed through the rotating part, requiring no 
commutator, and the meters are only useful for continuous current ; 
the ideal meter, however, must be useful on all circuits whatsoever. 

The Thomson-Houston motor meter below described is suitable 
for all circuits. These meters require a regular dynamo commutator 
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Ironless Motor Meters 

with two brushes ; this, with the pivot bearings, constitutes the chief 
frictional resistances, neglecting the commutator, which is perhaps 
the only drawback. This type of meter is theoretically the mea- 
surer of energy in any kind of circuit, and practically has been 
largely used. It is a watt-hour meter. 

The meter consists ordinarily of a peculiarly constructed electric 
motor, having no iron in either armature or fields. 'Ihe fields, 
which are composed of two coils of thick wire, one on either side of 

the armature, are 
connected in series 
with each other and 
with the circuit 
whose absorption of 
energy is to be 
measured. The 
armature is formed 
of a hollow frame 
wound with a set of 
coils of fine wire, on 
the Siemens drum 
principle, to which 
is attached a silver 
commutator, carried 
on the shaft near its 
upper bearing. Two 
light springs, with 
silver contact pieces, 
bear upon the com- 
mutator and consti- 
tute the brushes. The fine-wire armature is in series with a non- 
inductive higii resistance, carried in the frame at tiie back of the 
meter, and forms a shunt to the main circuit, the current in it vary- 
ing from instant to instant with the voltage. 

It will be evident that with such an instrument the torque at any 
given moment will be proportional to the amperes x volts = watts. 
To make the speed vary as the watts, it will be necessary to in- 
troduce some resistance to the rotation, which shall increase in 
direct proportion to the speed. This is accomplished in the most 
simple and satisfactory manner in the Thomson recording watt- 
meter by placing on the shaft a thin disc of copper, this disc rotating 
in a constant magnetic field between the poles of permanent 
magnets. These latter induce foucault or eddy currents in the disc, 
thus creating a drag on the motor. The ohmic resistance of the 
disc remaining constant, it is plain that, in a constant field, such as is 
produced by the permanent magnets, the E.M.F. — and, con- 
sequently, the current generated in the disc — will vary as the 
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speed ; and the retardation, which is proportional to the current 
field, will also vary directly as the speed. Thus a resistance has 
been provided which bears the same pro]X)rtion to the speed as the 
torque of the motor bears to the watts ; consequently, the resultant 
speed is directly proportional to the watts. 

The principle of the instrument (friction errors being eliminated) 
is, therefore, such that a counting train geared to the motor shaft 
may be made to read directly in watt-hours. 

1. It may be used on either continuous or alternating current, 
single or polyphase circuits, and is unaffected by changes in 
periodicity, power factor, or wave shape. 

2. The readings are proportional throughout the entire range of 
the instrument, 

3. It is accurate from the lowest to highest loads, and reads 
directly in B.O.T. units. 

4. It is practically unaffected by changes in temperature or 
barometric pressure. 

5. It is silent in operation. 
Fig. 251 represents the ordinary two-wire meter. The disc and 

magnets are in the lower chamber ; the upright spindle rests on 

a pivot ; the main coils of 

thick wire stand on the first 

floor with a little drum armature 

between carried on the spindle; 

a worm and worm-wheel drives 

the recording train. 

The same company now 

supply a long-felt want for 

a portable meter suitable for 

electrically - driven vehicles 

(Fig. 252). The electrical 

and mechanical construction of 

the street railway meter is of 

that simplicity which ensures 

long life, accuracy, and little /r\ f 1 

liability to get out of order. It \, j |rr 

is especially designed to oper- 
ate under the conditions found 

in the electrical tramway ser- 
vice of to-day. The moving element is extremely light, which is an 
^1 important feature in a meter for this service. It is also supplied with 
^1 a special removable pivot for the lower bearing, which runs in a sap- 
^1 phire jewel, supported upon a spring designed to reduce to a minimum 
^B the liability of roughening the jewel due to excessive vibration. 
^H The armature winding is of low resistance, measuring only about 
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30 ohms, and a high resistance (10,000 ohms) is in series with it. 
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The O.K. Meter 

m;ikes the drop across the armature circuit 
low, and greatly reduces the 
nubility to spark at the 
brushes. 

In electrical tramway ser- 
vice a meter is seldom called 
upon to work on light loads, 
and high accuracy on such 
loads is therefore unessential, 
and iron can be used in the 
fields, greatly increasing the 
torque and thereby allowing 
a heavy brush tension, which 
ensures perfect contact at all 
times. The use of iron also 
allows small drop across the 
armature, :tnd the increased 
torque prevents the calibra- 
tion from being affected by 
the varying vibration found 
in the service. 
The meter is capable of recording with accuracy the rapidlj 

varying load attending its use on tramcars. Special care has been 

exercised to rate these meters low enough 

to allow for accurate working on heavy 

over-loads, which often for sliort periods 

reach a value far in excess of the meter's 

rated capacity. Thus the meters are 

built to run on a 25 per cent, over-load 

for an almost Indefinite period. 

The meter differs principally from the 

ordinary one In having a very small and 

light moving armature and a strong field 

provided by an iron core of laminated 

stampings. 

The resistance of the armature circuit 

and shunt combined is 10,030 ohms, o 

which 30 ohms belong to the armaturi.', 

so that the shunt circuit takes about 0.05 

ampere only. 

The O.K. meter of the Thomson- 
Houston Company (Fig. 253) Is a motor 

meter suitable only for small loads up 

to 15 amperes, and only for continuous 

currents. It differs from other motor meters inasmuch as It operates 

on the natural principles of the electric motor without any brake 
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l.or retarding appliances or resistances. It is connected In the 
f circuit as the shunted type of ammeters are connected, that is, 
I across a resistance in series with the load, so that the P. D, on 
['.the armature is proportional to the load, and the armature, being 

■ in a constant permanent magnet field, rotates according to the laws 

■ of a shunt motor, the speed being proportional to the P. D. on the 
farmature of an unloaded free motor. It requires a commutator and 
[brushes. It measures only ampere-hours. 

The armature or movable part is made as light as possible, so 

3 to reduce to a minimum the wear on the bearing jewel and pivot. 

f The meter is practically independent of temperature variation, thus 

'ensuring the accuracy of the meter regardless of variations of tem- 

] perature occurring naturally. 

The meter is entirely enclosed in a dust-proof cover, and all 
I parts are protected from mechanical injury. The cover is arranged 
] in such a manner as to permit of connections being made and 
I sealed without exposing the measuring mechanism. All parts are 
p properly insulated, so that the danger from an earth Is entirely 
f eliminated. 

There is approximately one-half a volt drop due to the instru- 
tjnent resistance with full load, and so the loss of energy from this 
'source is negligible. 

The motor starts with i per cent, of the full load current, thus 
ensuring a high degree of accuracy on the smallest loads (one 5 c.p. 
lamp) which the instrument is expected to record. 

The O. K. meter Is perhaps the simplest continuous-current motor J 
meter for small loads. 

'I he small consumer, however, has not yet been supplied with a " 
meter at a cost proportionate to his consumption. Large meters, 
costing from 50s. to lOOs., are not too costly on a circuit consuming 
hundreds of units per annum, but cost too much for sm.iller con- 
sumers ; hence the temptation to inventors to introduce cheap 
electrolytic meters without mechanism to meet the small consumer. 
Some of them have met with success to an extent, but there is a 
Lrooted prejudice against the use of acids and solutions In house 
meters. 

No doubt much simpler and cheaper meters shall yet be brought 
KotiL As time goes on the problems are gradually solved and diffi- 
I cutties overcome — the natural progress of evolution. 

The evolution of the meter has been revealed In the various 
I claims made by different Inventors. The inventors themselves 
knew, no doubt, exactly wherein their own improvements lay and 
[ of what they consisted, but their patent agents evidently did not, 
L for the specifications describe a great deal of old and well-known 
' devices, with a great deal of useless illustrations. In one speclfica- 
I tion the only new device is a commutator, but the drawings consist 
223 



Starting Coils 



iplete, the j 



of three sheets illustrating two meters in every detail compli 
real improvement being entirely hidden among the rubbish. 

Messrs. Ayrlon & Perry published the earliest descriptions of the 
principles of the clock meters and of the mercury 'meters with retard-_ 
ing brake, afterwards worked out and put into practice by Hook- 
ham, and Aron, and Ferranti ; and the motor generator meter w 
undoubtedly first described by Siemens, and afterwards worked out 
by E. Thomson in his ironlesa watt-hour meter with magnetic brake, 

The difficulties are great in the way of making an ideal meter, 
not so much in the way of securing great accuracy as in securing 
thorough reliability for a lengthened period of use without undue' 
cost in supervision. A rather inefficient and moderately incorrect 
meter, which can be depended upon to remain constant in its work, 
is much to be preferred to the refinements of the instrument-maker, 
giving e.xtraordinarily high efficiency and accuracy which cannot be 
depended upon for a month at a time. The forces at work in an 
electricity supply meter are necessarily very minute, and it is simply, 
a question as to how far these can be reduced without running the 
risk of a total stoppage from very slight and uncertain causes. 

All moving meters have mechanical friction which must be over- 
come by the motive electrical forces, and in order to overcome 
these frictional resistances an initial electric field is provided, by 
using a "starting coil" in the shunt circuit acting in conjunction 
with the other field coils. In this way the meter is just on the 
point of moving when no lamps are in circuit, so that, when one 
smzdl iamp is switched on it readily moves. This device is used in 
the Thomson-Houston meters and in some others. Some recently 
invented meters, particulars of which cannot be obtained at present, 
shall be referred to later on. 
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